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2-WIRE 
AC.METER 


240 VOLTS” 
SO CYCLES 
300 REVS pee kw 
DENIS FERRANTI 
METERS LTD. 


BANGOR, NORTH WALES 


LOAD CURVES UNITY & 0.5 LAGGING P-F.. NORMAL VOLTAGE.” 


The TM3, a maximum current rating meter, is the latest 
development of DENIS FERRANTI METERS LTD. It complies 
with B.S.37, Parts | and 2, 1952. 


No sliding contacts.on any adjustments. 


Voltage and current losses are low, without any sacrifice 
of accuracy, from M.C.R. down to less than %o M.C.R. 


ENIS. FERRA 


BANGOR : | @) HW a) : DEFERRANTI, BANGOR’ 
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CLOSED cipcuIT 


AIR COOLE 


Lengthy experience in practical design 
Wide variety of ducting and damper layouts 
Highly efficient cooling surfaces 
Heavy and robust construction 
Special attention to ease of access and maintenance 


(The names ‘Heenan’ and ‘Froude’ are registered trade marks of the Company) 


HEENAN & FROUDE LIMITED e WORCESTER e 


ENGLANG 
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EE BA Rel (Ook 
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At the heart of modern power stations and 


up-to-date factories you will find 
MITCHELL BOILERS 
giving impressively reliable service. 


High efficiency, low maintenance needs and keen prices 
ensure a steadily increasing demand for 


MITCHELL INSTALLATIONS 


in new industrial building programmes. 


Although many Mitchell 
boilers are specially designed for specific loads, 
the standard range covers all normal 


steam-producing needs. 


S MITCHELL © 


WRITE TO MITCHELL ENGINEERING LIMITED, I BEDFORD SQUARE, LONDON, WCI 


1402 
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ADVERTISEMENTS ( iv ) 


consider 
these 
points 


* Self-cleaning silver-to-silver 
contacts. 


* Generous clearance and creepages. 
* Easy-to-wire terminals. 
* High make and break capacities. 


* Cam-operated, spring loaded, four position 
mechanism. 


* Two sizes: 30 amps and 60 amps 550 volts A.C. 
and D.C. Two to five poles. 


And these typical applications :— 


* Forward and reverse control and control of 2, 3 and 
4-speed change pole motors. 


And add:— 
* Robust and compact construction. 
Leaflet 2017 gives the full specification. Why not write for a copy? 


BROOKHIRST "303" ROTARY SWITCHES 


BERS OnOLkchgignesah Sealine CergGeeeAgn CET Det  NFO7Re THe GeArnee WORKS © CHESTER 
A Metal Industries Group Company 


BS5/34. 


(v ) I.E.E. PROCEEDINGS, PART A—ADVERTISEMENTS 


& at the ENGINEERING AND MARINE EXHIBITION 


(Olympia, London, September 1st to 15th) 


| 
| 


\We hope to demonstrate numerous running exhibits, including: 
‘“REVCON”’ control system for crane hoist motors and similar applications. 


N-S VARIABLE SPEED A.C. MOTORS with various forms of automatic and manual 
control. 


““SPEEDMASTER”’ single unit frequency convertor for supplying variable frequency. 


‘* ALTOREG’”’ control for self-excited alternators. 


‘“‘REVCON”’ cargo winch for direct connection to a.c. supply, without conversion. 
““SELECTOR”’ cargo winch for d.c. 
MOORING WINCH, with automatic tensioning characteristics. 


Also other examples of L.S.E. motors, control gear and electro-mechanical instruments. 


| You will find us in our usual position on Stand 4, Row O, National Hall. 


(A particular welcome awaits ex-L.S.E. apprentices.) 


LAURENCE, SCOTT & ELECTROMOTORS LTD. 
NORWICH, MANCHESTER and BRANCHES 
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The 1,000,000 Volt D.C. Ferranti 
Testing Equipment can be seen in the 
foreground. All the Testing Equip- 
ment illustrated has been supplied by 
Ferranti Ltd. and is installed at the 
Research Laboratory of Standard 
Telefon og Kabelfabrik A/S, Oslo, 
Norway. 

It consists of :— 
Foreground: 1,000,000 Vial D.C. 
Testing Equipment. 

t Left: 600 kV, 1200 kVA A.C. 

Testing Equipment. 

Background: 12 Stage, 2,000,000Volt 

Impulse Generator. 

A 1500 mm sphere gap and surge 

potentiometer can also be seen in 

the background. 


Argentina _ 
A 1,000,000 Volt Ferrans | 
Impulse Generator installed in 
the Labortonc.. of Fabric 
de Porcelana Acmoat ° 
Bueno. Aires, Argentina. 
This equipment produced the 


first ever 1,000,000 Volt arc in 


in the manufacture and development ofe electrical apparatus. __LFERRANTI 


FERRANTI LTD: HOLLINWOOD: LANCS: ENGLAND 


London 1Office: KERN HOUSE, 36: KINGSWAY, W.cC.2 


ce. se 
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Control-room at the 

Vacuum Oil Company’s 
CORYTON Refinery for the 
three switchboards 


of 11-kV type-C7T 


metalclad switchgear 


A. REYROLLE & COMPANY LIMITED * HEBBURN * CO. DURHAM 


| 
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How many 


The quiz may be held in the village hall; it may be held 
in the T.V. studio; but they’re pretty certain to be using 
electricity in one way or another. Watts are getting to work, and, between power station and consumer, 
probably half a dozen people are keeping a careful watch on them. 
Crompton Parkinson build instruments for just this sort of thing—and they can be depended upon to 
give the closest possible readings. That is because all C.P. wattmeters, whether short scale or 


circular scale, work on the dynamometer principle. In fact, when it comes to 


a lot of things, watts are our line. 


Athy 
40 60 “4 


a 


(rompton Parkinson Ff © ° 


My 


A good name for Electrical Instruments 


CROMPTON PARKINSON LTD - CROMPTON HOUSE » ALDWYCH - LONDON - W.C.2 - TELEPHONE: CHANCERY 3333 


( ix ) 
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ATOMIC POWER 


DEVELOPMENT 


THROUGH THE MEDIUM OF 
STEAM 


O Babcock & Wilcox Ltd., the advance 
into the atomic future is a natural pro- 
gression in their own specialized field, for 
the application of nuclear energy to power 
generation is through the medium of steam. 


With their unique experience of over 80 
years in steam engineering, combined with 
modern research and manufacturing facilities, 
they are in an unrivalled position to meet 
the challenge of the atomic age. 


During the past seven years, they have 
collaborated with the British Atomic Energy 
Authority in feasibility studies outlining the 
shape of future atomic power development and 
are working with the Authority in the design 
of the new atomic power stations envisaged 
by the Government ten year programme. 
Already they have manufactured the 
special steam- generating plant 
which they designed jointly with 
the Atomic Energy Authority 


for the world’s first full-scale atomic power 
station at Calder Hall and have recently 
received further orders three times the size of 


the original contract. 


An atomic power plant, involving equip- 
ment for fuel-handling and preparation, a 
nuclear reactor using the heat from uranium 
fuel and a heat-exchanger for steam genera- 
tion, is a parallel with the modern coal or 
oil-fired power plant with its equipment 
for fuel-handling and preparation, the boiler 
furnace with its combustion equipment, and 
the boiler or heat-exchange component. 


Babcock & Wilcox Ltd., have wide 
experience in all these aspects of modern 
power generation and, with their inter- 
national organization, are particularly well 

placed to collaborate in the world- 
wide development and realization 
of complete projects for the 


peaceful uses of atomic energy. 


— 


i my ii 
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THE WORLD’S LEADING STEAM ENGINEERS 
BABCOCK HOUSE, FARRINGDON STREET, LONDON, E.C.4 


BABCOCK & WILCOX LTD., are exhibiting at the INTERNATIONAL EXHIBITION OF THE PEACEFUL USES OF ATOMIC ENERGY, Geneva, Aug. 8th to 2Ist 
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Canada’ 
aS great Kitimat 


Ss 


Power for the Aluminium Company of 
Canada’s smelting plant at Kitimat is 
conveyed from the Kemano generating 
Station by 50.miles of overhead 
transmission line. 


providing communication and supervision over the 
power lines themselves . . . 


All the telephone communication between the 
private exchanges at Kemano and Kitimat, the tele- 
metering channels, the transfer tripping indication 
and alarm facilities and automatic gain control are 
provided by G.E.C. Type ‘N’ multi-circuit power-line 
carrier. Connexion between the carrier equipment and 
the power lines is by broad band coupling equipment 
of Standard G.E.C. pattern which operates at 275 kV 
and employs 1,600 amp. tuned line traps. 


Transfer tripping facilities are provided between the 
smelter at Kitimat and the generating station at 
Kemano. A signal is transmitted continuously to 
indicate that the equipment is healthy. 


G.E.C. also supplied the machine sets and power 
packs for operation of the carrier equipment. These 
operate from the mains supply or from the station 
battery during periods of mains failure. Changeover 
between mains and standby is accomplished without 
interruption of supply. 


Sk. 


G.E.C. power-line carrier equipment at Kitimat (left) and Kemano (right). 


@ Everything for telecommunications by open-wire line, cable and radio, 
single or multi-circuit, or TV link. Short, medium or long haul. 


THE GENERAL ELECTRIC COMPANY LTD. OF ENGLAND - TELEPHONE, RADIO & TELEVISION WORKS, COVENTRY 


mae / 


—Y/ 
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ENGLISH ELECTRIC’ 


protective and auxiliary relays 


THE ENGLISH ELECTRIC Company LIMITED, QUEENS HOUSE, KINGSWAY, LONDON, W.C.2 


Meter, Relay and Instrument Division, Stafford 


WORKS: STAFFORD PRES T ON ie LOEXCE ) 23g BRADFORD Lal VCE RPO; O ih ACCRINGTON 


RL.36C5 


RFORD) GR 


AMMETERS 
MILLIAMMETERS 
MICROAMMETERS 
VOLTMETERS 
MILLIVOLTMETERS 
WATTMETERS 
FREQUENCY METERS 
TACHOMETERS ETC. 


INSTRUMENTS 


RECORD | 
GRAPHIC RECORDING | 
INSTRUMENTS ° 


are unable to follow curren) 
variations with the speed of the 
electron beam. Nevertheless, we, 
are proud to claim that they are 
the fastest and most sensitive| 
direct writing Recorders avail- 
able today. 


| 


THE | 


RECORD ELECTRICAL 


COMPANY LIMITED 


“CIRSCALE WORKS” 
BROADHEATH - ALTRINCHA 
CHESHIRE 


Send for folder J/a 


€ 4590-2 


Wf 


SV AWS - SS 
SN “S 
Ni qn" 
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tor 


POWER 
STATIONS 


Illustrated are twin Steam Ejector Air Pumps for a 
30,000 Kw Turbo Alternator installation—each ejector 
for full duty. 


MIRRLEES Equipment has been supplied for the Power 
Plants of many Electricity Authorities and industrial 
undertakings, in Britain and Overseas. 


| 


CONDENSING PLANT + FEED HEATING PLANS 
EVAPORATING PLANT + DEAERATING PLANT 
PUMPING PLANT + TURBINES FOR AUXILIARY DRIVES 


THE MIRRLEES WATSON COMPANY LIMITED 


SCOTLAND STREET, GLASGOW, C.5 


LONDON: Mirrlees House, 7 Grosvenor Gardens, S.W.1 


( xiii ) LE.E. PROCEEDINGS, PART A—ADVERTISEMENTS 


BRENTFORD 


for greater safety 
and reliability... 


BRENTFORD TRANSFORMERS LTD., 

announce anew range of dry (oil-less) 

transformers using glass, ceramics 

and other similar inorganic materials 

impregnated with silicone resins. 
This latest development in transformers 
offers greatest ever safety for:— 


Atomic Energy Establishments — Chemical Works — 
Oil Refineries — Explosives Factories — Blocks of Flats 
— Schools — Passenger Vessels — Tankers — Coal 
Mines — Radio, Radar and Television Stations — 


Underground Railways. 


BRENTFORD GREEN SEAL 
SAFETY TRANSFORMERS 


offer all these advantages:— 


@ Safest transformers ever developed 
_@ No fire or explosion hazard 
@ Carry the lowest fire insurance rates Two types are available in 
a range of sizes 
@ Least affected by water 
@ Exceptionally high overload capacities kVA. Voltage 
@ Minimum maintenance — even in highly (vantilased) Up to 3,900 Up to IS kV 


contaminated areas : Class GNH 
ae (Sealed in Up to 2,000 Up to IS kV 


Nitrogen) 


SEND FOR FULLY DESCRIPTIVE 
BROCHURE 


BRENTFORD TRANSFORMERS LTD. 


Telephone: LEE GREEN 1006/7/8 


Kidbrooke Park Road * Kidbrooke * London -_ S.E.3. 
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METALCLAD SWITCHGEAR 


and remote control panels 


for Oil Refineries 


The Burmah-Shell Refineries Ltd. specified BTH 22-kV and 6.6-kV 
metalclad switchgear for their new Bombay Refinery. 


Five-panel, 22-kV, 500-MVA solenoid- 
operated switchboard for the control of 
the incoming feeders (from the Tata 
Power Co., Ltd.) and 7,500-kVA trans- 
formers which supply electric power to 
the whole refinery. 


Twenty-panel, 6.6-kV, 250-MVA 
solenoid-operated switchboard controll- 
ing the 7,500-kKVA transformers and 
main refinery feeders. 


Manufacture is now proceeding 
with a further two 22-kV, and nine 
6.6-kV, units for a third 7,500-kVA 
transformer and additional refinery 
feeders ; BTH have also supplied 
a total of eighty-three 6.6-kV, 
I150-MVA hand-operated metal- 
clad switchgear equipments + for 
the refinery substations. 


Control and relay panels with mimic 
diagrams for 6.6-kV switchboard. 


BRITISH THOMSON-HOUSTON 


THE BRITISH THOMSON-HOUSTON COMPANY LIMITED + RUGBY »~ ENGLAND. 


Member of the AEI group of companies | 
| 


A4892' 
National Hall, Olympia. 


. . . . . 
Engineering, Marine and Welding Exhibition, Visit our Stand No. 6, Row N, Ground Floor, | 
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VYBAK PLASTICS 


do what you want them to do 


VYBAK compounds can be moulded or extruded ... VyBak sheet can 
be sheared, embossed or punched. Heavier grades may be machined, 
welded and formed. Do you want the product to be flexible—or stay rigid ; 
stretch—or remain dimensionally stable? There is a grade of VyBaK to 
meet almost every need. For so many jobs, large and small, no sooner 
is a question asked than an answer is found in — 


The main properties of VYBAK p.v.¢. 
materials include strength, good electrical 


characteristics, and resistance to water, oil, 
chemicals, flexing and ageing. They are . 


supplied as: 


REGD. TRADE MARK 


and flexible. 


¢ Pressed or calendered sheet for machining 
or forming. Rigid and flexible. 


| | a © Vyback polyvinyl chloride]vinyl acetate 


copolymer resins. 


© Moulding or extrusion compounds—rigid Plas t i cS 


BAKELITE LIMITED 


12-18 GROSVENOR GARDENS +: LONDON -: S.W.1 : TELEPHONE: SLOane_ 0898 
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@ COMPACT DESIGN 
® RESISTS CORROSION 


@ READY INSPECTION 


@ LOWEST MAINTENANCE 


@ PREMIER DIAMOND 
STEEL TUBE ECONOMISER 


The steel tube construction 

of this economiser makes it 

suitable for pressures up 

to the highest encountered. 

Cast-iron gilled sleeves ; : 

shrunk on the steel tubes ; e TYPE 25 


provide high heat-transfer: : : PREMIER DIAMOND 


note the good accessibility 
for inspection. Also in all- ECONOMISER 


welded construction. : This type of economiser has the 
extended heating surface in a 
most compact form, as the tubes 
are of cast-iron gilled formation. 
Suitable for pressures up to 
650 Ib. per square inch. 


E.GREEN & SON LTD +: WAKEFIELD 


Makers of economisers for more than one hundred years 


G.E. 70a 


Photograph by courtesy 
of the South Eastern Electricity Board 


Typical of J. & P. Metalclad switch- 
gear is this 6.6kV switchboard in the 
Rosherville Substation, Gravesend, of the 
South Eastern Electricity Board. It com- 
prises two 1,600 amp. incoming transformer 
units with a 1,600 amp. bus-section, and six 
800 amp. outgoing feeder units. 

This type of gear is available in 


compound-filled or air-insulated form with 


arc-control oil circuit-breakers for breaking 

LT? fer meg capacities up to 500 MVA at 13kV. 
AI eRe | 
SW : TC H e F A fe # JOHNSON & PHILLIPS LTD. 


FOR RATINGS UP TO CHARLTON - LONDON - S.E.7 


500 MV A at 1 1 kV ELECTRICAL ENGINEERS & CABLE MAKERS 


ESTABLISHED 1875 


( xvii ) LE.E, PROCEEDINGS, PART A—ADVERTISEMENTS 


what 
1S 


the 


connection’ 


Progressive farmers today turn to new methods of agriculture in order 
to increase production. Modernisation makes them increasingly dependent 


on a readily availabie supply of electricity. 


AWCO Conductors provide the vital link between the 
source of supply and the consumer. For the distribution 
of light and power needed on farms, in out-buildings 
and for machinery installations, AWCO low tension 
(240-415 volts) All-Aluminium Conductors are most 
suitable and economical, Their lightness, strength and 
electrical efficiency result in easy transport and handling, 


speedy erection and appreciable savings in cost. f 


Industry and people depend on electricity — 


electricity depends on Aluminium. 


ALUMINIUM WIRE & CABLE CO. 


Britain’s Largest Manufacturers of Aluminium Wire and Conductors 
Head Office & Works: PORT TENNANT, SWANSEA, GLAMORGAN 
Sales Office: 30 CHARLES II STREET, ST. JAMES’S SQUARE, LONDON, S.W.1. 
Telephone: TRAfalgar 6441 


@®) 210/171 
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DEPENDABILITY 


For Indoor or Outdoor service, anywhere 


‘“*Y’”’ Unit-to-Unit, medium voltage Motor Starter Board embracing Bus run, Isolators, 
Back-up-Fuses, Contactor Starters and Stop-Start Push Buttons. Fully interlocked. 


ELECTRO MECHANICAL MANFG. CO.,LTD; 


Tel: Scarborough 271816 ~=——s sd SCARBOROUGH, YORKS Groms: EMMCO. SCARBOROUGH 


London Office and Showroom: Grand Buildings, Trafalgar Square, W.C.2. Phone: Whitehall 3530 


Associated with YORKSHIRE SWITCHGEAR AND ENG. CO. LTD. LEEDS & LONDON 


Fhesewe 


RULZAL 
Amenttiee 


IVIO SWITCHGEAR 11kV 
(Outdoor Substation) 


Photographed after 4 years’ service 
in the Home Counties. 


Transformer and Feeder units with relay, 
telephone and battery cabinets at rear. 


“*Plug-in’’ Load M/B or Fault Make oil switches, or 
automatic Fuse units can be supplied interchange- 
able with o.c.b. units. Write for Catalogue MC/6 


(Available for indoor use.) 


YORKSHIRE 
SWITCHGEAR 


& ENG. CO. LTD 
LEEDS - LONDON 


ASSOCIATED 


WITH ELECTRO MECHANICAL MFG. CO., LTD., SCARBOROUGH 


Add a little 


SWITCHCRAFT 


to your engineering 


Y Y 
Z Y 


Z 
VY 


y, yy 
Ka y 
wet 


Z 
Y y GY 
Wi, Z Yj 
CLL 


MICRO SWITCHES 


Industry’s Automatic Choice 


a 


millions of operations! 


If you haven’t 


already done so 


write for our 
Catalogue 50/K 


BURGESS PRODUCTS CO. LTD., DUKES WAY, TEAM VALLEY, GATESHEAD II 


Micro Switch Division 
- Telephone: Low Fell 75322 (3 lines) 
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The Textile Producer likes 
Howells motors firstly, because 


| 
| 
counts | of their intrinsic qualities of 
| 
| 
| 


fitness for purpose and 
secondly, because of the 
personal service and interest 
afforded by six strategically 
placed branch offices. 


bats you had our latest lists ? Many cables ave made 


DELIVERIES, MOST 


SIZES FROM STOCK. to specification but it 1s 


on 


by their attention to the 
unspecified details that 
Aberdare’s reputation 
has been built. 


Paper insulated cables up to 33kV, to BSS or special requirements. 


ABERDARE CABLES LIMITED 
ABERDARE + GLAMORGAN + SOUTH WALES 


London Office: NINETEEN WOBURN PLACE, W.C.1 
Associated Company: ABERDARE CABLES AFRICA LTD. 


(ELECTRIC | ‘MOTO Rs) LTD 
Ao BEY STOKE- ON- ‘TRENT 
Branches at: . 
LONDON: HANCHESTER: BRISTOL 
_oeney GLASGOW LEED 


Aberdare Cables are represented in over 40 different territories. 
Names and addresses of agents sent on application. 


dmHE83 


4t 
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DAL. 


efficiency 


was obtained on the 


official tests of these Lodge- 
Cottrell Electrostatic 
Precipitators at Roosecote 
Power Station, with a 
resultant dust content in 
the gases leaving the 
Precipitators of less than 


0-024 grains/cu. ft. N.T.P. 


LODGE-COTTRELL 
ELECTROSTATIC PRECIPITATORS AT 
ROOSECOTE POWER STATION 


LODGE-COTTRELL 


PIONEERS AND SPECIALISTS 
IN ELECTRICAL PRECIPITATION 


LODGE-COTTRELL LTD GEORGE STREET PARADE BIRMINGHAM 3 Tel: Central 7714 (5 lines) 


P1677 
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“‘Isomantle’’ on. 680 
litre vessel for use 
in flameproof area 


Isomantle PLANT HEATERS 


These electrical surface . .... - 


heaters are used extensively for process vessels up 
to 500 gallon capacity and for storage tanks of even 
larger size. They assure exactly regulated heating up 
to 400°C. (750° F.). Special construction for flame- 
proof areas. And now also the Isopad system of com- 


bined resistance and mains frequency induction heating. 


Please write for catalogues or give 
particulars of your problem for our 


design department to solve. 


Isopad Ltd ~—  —_ 


30-32 Rosemont Road « London « N.W.3 
Telephone: HAMpstead 8466/7 


RoyAL DouLToN PORCELAIN INSULATORS 


= 1Ot dle 
overhead lines 
and apparatus 
applications 


Made by a world-famous British 
pottery with 140 years’ experience 
in the production of Industrial 
Ceramics, these insulators embody 
the same high standards of crafts- 
manship and fitness for purpose 
as all other Royal Doulton 
ceramic products. 


The range includes insulators for 
Overhead Power Line Transmission; 
Switchgear; Transformers; Sub- 
Stations; Land and Marine Radio; 
Electrified Railways, etc. 


, Write for catalogue to Dept. HA. 
ee - DOULTON & CO. LIMITED, Doulton House, Albert Embankment, London, S.E.1 


ee eee ee 
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EXTRAS 


AMMETER 
INDICATING LAMPS 
STA PUTSSIMOR 


MULTI-POINT UNITS 
CANE BE-SUPPLIED 


~ & €. SWITCHGEAR LTD. 


KIRKINTILLOCH GLASGOW 
LONDON OFFICE — 36 VICTORIA ST., S.W.1 SHEFFIELD OFFICE — OLIVE GROVE ROAD 
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FERROSIL COLD-REDUCED 
ELECTRICAL SHEETS AND STRIP 


FERROSIL HOT-ROLLED 
ELECTRICAL SHEET 
ALPHASIL COLD-REDUCED 
ORIENTED ELECTRICAL SHEET AND STRIP 


RICHARD THOMAS & BALDWINS LTD. 


A MEMBER OF Co) THE RTSC GROUP 


MIDLAND SECTION, WILDEN WORKS, 
STOURPORT-ON-SEVERN 


Head Office: RTSC House, Park St., London, W.1 


FULLER ELECTRICAL & MANFG. CO. LTE 


Associated with ASEA Electric.Ltd. 
FULBOURNE: ROAD, WALTHAMSTOW, LONDON, —E./ 


Also at: Birmingham, Glasgow, Manchester, Dublin 


CHARD JOHNSO 


is 


N & NEPHEW LTD. 


FORGE LA 


NE MANCHESTER 11 


OLLIE. ~ YOU SOCOIL 


Flames streak the evening sky . . . vast natural 
energy is unleashed ... yet all is under control. 
So, too, the giant power of electricity is harnessed 
by the products of the Siemens Group. And in 
Siemens laboratories ceaseless research pioneers 


new development in the field of electrical 


endeavour. 


SIEMENS BROTHERS & CO. LIMITED 


SIEMENS ELECTRIC LAMPS 
& SUPPLIES LIMITED 


ALFRED GRAHAM & CO. LIMITED 


SIEMENS 
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TRANSFORMERS 


ms POWER 


Power and Distribution Trans- 
formers in all ranges up to 5,000 
kVA. and 66,000 volts are manu- 
factured at the Treforest factory. 


The Illustration shows a 66,000 
volt 2,500 kVA transformer supp- 
lied to Pakistan. 


Sad 
Wi, ) 
De 


SOUTH WALES SWITCHGEAR LIMITED BLACKWOOD - MONMOUTHSHIRE 


&® G.l4. 


| 
Consul 
DEWHURST & PARTNER LTD 


Designers and Makers of Automatic Starting Equipment 
for Motors of up to 500 h.p. and of the 


Associated Auxiliary Controls 


Grouped Motor Control Panels 
Air-break (A.C. & D.C.) Contactors 


Continuous & Sequence Process 


Controllers - Remote Controls 
Automatic Starters 


Electromagnetic Brakes 


Over thirty years’ service to the Industry. 


DEWHUR ST fe dyendabilily 


DEWHURST & PARTNER LTD . INVERNESS WORKS - HOUNSLOW . MIDDLESEX | 
Telephone : HOUnslow 0083 (8 lines) Telegrams : Dewhurst, Hounslow 
Branches: BIRMINGHAM - GLASGOW - LEEDS - MANCHESTER: NEWCASTLE 


* NOTTINGHAM 


INSTRUMENTS 


«<a = OF MANY DIFFERENT TYPES 


120 


AMPERES 


Nalders manufacture a wide range of Elec- 
trical Measuring Instruments—indicating, re- 
cording, switchboard, portable—high quality 
is characteristic of every type. All instruments 
conform to B.S.S.89, cases being of Rectangular, 
Square, or Round pattern in diecast aluminium 
or pressed steel, finished bright black stove 
enamel or other colour to customers’ require- 
ments. 


N.C.S. PRODUCTS include also: Protective Relays, 
Vectormeters, Automatic Earth Proving Supply Switches, 
““Bijou’’ Circuit Breakers, etc. 


We can meet your demands 
for 
PROMPT 


DELIVERY 


NALDER BROS. & 
Te@ Mikes. O Ne, Lab: 


DALSTON LANE WORKS.. LONDON . E.8 


TELEGRAMS: OCCLUDE : HACK : LONDON (TELEPHONE; CLISSOLD 2365 3 LINES) 
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1 Megohm/Volt! 


. The UNIQUE Instrument- 
1% G) TRANS RANGER 


Independence from mains voltage. 
Very high input resistance 


Equipped with D.C. Transistor amplifier 


® @©@ © 6 


No current drain—instant readings 


This multi-range transistor voltmeter is the first instrument 
of its kind to measute true open circuit voltages in high 
resistance citcuits—having a resistance of one megohm per 
volt. Independence from valve maintenance results in 
the instrument being immediately ready for operation, no 
warming up period being necessary. Complete specification 
will be supplied on request. 


Circuit covered by Britis 
patent No. 7/0514 


BRITISH PHYSI 


Radlett HERTS 


LAB ORATOR TES 


: RADLETT 5674,5/6 


dmBP.47 


. 


Heaters & Coolers for the 
ELECTRICAL ENGINEERIN 


Spiral Tube Air 


Blast Transformer 
cae INDUSTRY 
dissipate 160 kw. 


The result of 50 years’ specialised experience, SPIRAL TUBE 
Coolers are soundly engineered and robustly constructed for long 
trouble-free service. Whilst standardisation of design is almost 
impossible in many in-built units, the Company has, by the 
extensive use of fabrication, ensured great flexibility of design to 
meet all requirements, and yet to offer rational designs at low cost. 
The range extends from cooling coils weighing a few pounds up 
to multiple section installations weighing several tons. 


Ware Write NOW for fully illustrated literature. 


Cooling Coil for 
Transformer. 


THE SPIRAL TUBE & COMPONENTS GO. LTD., OSMASTON PARK ROAD, DEN 
Tel: DERBY 48761 (3 lines) TeleneaERR: SPIRAL DERBY 48761 
Head Office : Honeypot Lane, Stanmore, Middlesex. Tel: Edgware 4658. 
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Lae 


PLANNING FOR 


ENG Dil Cro N 


Our wide experience in the field of automatic control 
has long been recognised by designers and users of 
production plant. 

For nearly half a century our engineers have worked 
with technicians of many industries to devise new control 
methods and equipment to do things faster, better and 
at lower cost. 

This service is readily available to you: a phone call 
may be the first step to the solution of your control 
gear problem. 


IGRANIC ELECTRIC CO. LTD 


HEAD OFFICE & WORKS : BEDFORD 
TELEPHONE: BEDFORD 66261 TELEX 14-533 


Branch Offices: 
LONDON BIRMINGHAM BRISTOL ~=CARDIFF EAST ANGLIA GLASGOW LEEDS MANCHESTER NEWCASTLE — SHEFFIELD 
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Motors by Brook... of course! 


B ROO K MEOsT (OBRES EeD ° HOUS DPD Es ReSS Eanes 


A. C. ELE CTR foc MOTORS FRO mM 1/8 TH. TO 550.6 H. P. 


<@j> VOLTAGE REGULATOR 2% 


750 VA rating i. 
Designed for use on 230V 50c/s mains oe : 


No exposed windings or terminals 
Fuses incorporated 

Very fine adjustment of voltage 
Suitable for bench or wall mounting 
Price £10 

Immediate delivery 


750 VA and 5 kVA Automatic Voltage Regulators are 
also available. 


Write now for full details to: pss 


AIRMERC HIGH WYCOMBE BUCKINGHAMSHIRE + ENGLAN 
T E D_ Telephone: High Wycombe 2060 Cables: Airmec, High Wycomb 
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AUTOVAR I 


Autovar 1 and Zanderoll . ... a product and a process ... and between them 
lie 100 others in the Sterling range. We can supply insulating varnishes to 
meet every requirement—no matter how specialised—and behind our 
unrivalled manufacturing capacity are research and engineering depatt- 
ments to advise on the right varnish for your particular needs, and the 
right methods of application. We should be pleased to give you 
further details without obligation. 


ZANDEROLL 


AUTOVAR 1 is a clear thermobond impregnating varnish with 

great bonding strength at high service temperatures which makes 
it ideal for the impregnation of very high speed armatures. 

The ZANDEROLL Process (see illustration below), patented 

by this Company, represents the biggest single advance in 

varnish application methods in recent years. By this revolu- 

tionary process varnish is applied to rotors, stators, arma- 

tures and coils in up to 90% less time than by any previous 

method—and with superior results. 


E 
Mee sii 


INSULATIN 


Sperling 
REE ROE 
ganneee 


{erin 


INSULATING 
VARNISHES 


THE STERLING VARNISH CO. LTD., FRASER ROAD, TRAFFORD PARK, MANCHESTER, 17 
Telephone: TRA 0282 (4 lines). Telegrams: “DIELECTRIC MANCHESTER” 


London Office and Warehouse: 6 London Road, Brentford, Middlesex . Telephone: EALing 9152 
dm ST 2 
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Switch 


UW 


— not idling V.A.Rs. * 


Low Power Factor can waste a considerable proportion of the current you switch on— 2 
2 
; a 
and pay for. Power Factor can be improved, and wastage of current and money a 
a4 


a“ 
greatly reduced, by the installation of Wego Power Factor Correction ae 
ce 
a 


Capacitors. Let Wego survey your plant and submit a scheme Bs 


showing the saving that can be effected—for you a 


MK Reactive Volt-amperes 4 


e 

Wego Capacitors for P.F.C. 
WEGO CONDENSER CO. LTD. BIDEFORD AVENUE, PERIVALE, GREENFORD, MIDDLESEX. Phone: Perivale 4277 

Turline 


at POOLE 


At Poole Power Station the specially 
designed De Laval Centrifugal Oil 
Purifying Equipments incorporating 
all safety features and automatic anti- 
flooding devices, are operated continu- 
ously. These equipments remove all 
solids and moisture at a high constant 


° é Photo, Courtesy of BEA 
separating efficiency and ensure that 


the turbine lubricating oil is always POWER 


maintained in perfect condition. DE ; VAL Ss TAT ION 


EQUIPMENTS 


ALFA-LAVAL CO. LTD : GREAT WEST ROAD : BRENTFORD : MIDDX 
Telephone: EALing 0116 


Smee’s DL 302 
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Te SCALAMP %, 


GALVANOMETERS - FLUXMETERS - ELECTROSTATIC VOLTMETERS 


The illustration above shows the operator ‘ balancing the coil ’ of a ““ SCALAMP ” GALVANOMETER— 
one of the final operations in its construction. This instrument, available in a range of sensitivities and 
incorporating a built-in four-position shunt, is one of the most versatile instruments of its kind. Housed 
in a robust dust-proof plastic case, it can be operated from mains or battery supply. Two new features, 
namely a slow-motion drive to the zero control, and an automatic self-shorting foot have recently been 
incorporated. 

The truly functional design of the case with built-in lamphouse, transformer and scale renders it adaptable 
to other instrument types. A FLUXMETER of exceptional performance and a series of ELECTRO- 
STATIC VOLTMETERS (ranges 1-5, 3-10 and 5-18 kV) have already been introduced and a MEGOHM- 
PER-VOLT VOLTMETER is under development. 

Details of the ““ SCALAMP ” range will gladly be sent on request. 


STANDARD BO Uae he Nie MANY LEADING LABORAT ORPES 


mi 
SCIENTIFIC(») [AinsTRUMENTS 


evormenca cae Pe Y: Ea dx Co. PebeeGeRoAN TAL WOR Kiso sCAMBRIEDGE * ENGLAND 


W.G.54 
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~ Send TO-DAY! 


BROCHURE ON THE NEW 
VARLEY PEAK V 


{HI) 


AHUTHRUAUULURLHEOLAULAHECOULUHECEE LATE LAH 


PATTER RUE LUELLA LL 


HIT 


Sill 


The measurements and appreciation of transient voltages 
have been a problem to designers for years. That they exist 
has been common knowledge, but the extent of their peak 
has been difficult to ascertain owing to the lack of a suitable 
instrument. 


Recent developments of Thyratron technique have made it 
possible to produce a compact and portable instrument so 
that the peak voltages can readily be determined either in 
the laboratory or in the field, 


The Varley Peak Volt Meter fills this need and is an essential 
piece of equipment for any electrical laboratory or test 
department. It is one of the very few instruments of its 
kind on the market, measuring transient voltages from 5 to 
35,000 volts to an accuracy of approximately 10%. 


PRICE £35 NET 
The Specialists in Electro-Magnets 


We also supply Transformers, Solenoids, Relays, Mercury 
Switches, Permanent Magnets and Heating Equipment. 


OLIVER PELL CONTROL LIMITED 


CAMBRIDGE ROW, WOOLWICH, 
S.E.18, ENGLAND 
TEL.: WOOLWICH 1422-6 


arley 


REGD. TRADE MARK 


[a es a a a eee 
| Please send me free of charge, details and specifications of the ! 
: new Varley Peak Volt Meter. | 
| NAME | 
COMPANY ! 
| ADDRESS IEE | 
IL OLIVER PELL CONTROL LTD., CAMBRIDGE ROW, WOOLWICH, S.E.18 | 

| 
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Serving INDUSTRY 


OAVENSET 


Rectifying equipment 
and 


power transformers 


Serving the needs of industry the world 

over, Davenset rectifiers and trans- 

formers are chosen for their reliability 
under all conditions. 


AAA AAAAAAAMUAMAAAAA Am 


PARTRIDGE, WILSON & CO. LTD., 
Davenset Electrical Works 


LEICESTER 


BDAAYABA. AAA AAA A AA APAUIAAAAAAAAAAAAAAAAA 


§ 
§ 
§ 
§ 
§ 
§ 
§ 
§ 
§ 
§ 
§ 
§ 
§ 


PPV PUPP AAMAMAMAA2M2O2122 A221 )1 


-ZENTH “VARIACS | 
with ‘DURATRAK 


*“REGD. TRADE-MARKS 

All VARIAC-DURA) 
TRAK Variable Voltagg 
Transformers have 
brush track treated | 
accordance with Briti 
Patent No. 693406, whic) 
produces a coating 
precious metal alloy 
the brush track surfac; 
eliminating the poss 
bility of deterioratic 
due to oxydization, ar} 
reducing contact resil 
tance. 


VARIACS with DURA 
TRAK have longer li 

increased overload capi 
city and maximum ece} 
nomy in maintenance. | 


ZEN 
VARIAC TRANSFORMERS 
ror VOLTAGE CONTROL | 

a Illustrated brochu 
free on request | 


Prompt deliveries on 4 
models. 


TRE ZENITH ELECTRIC COMPANY LTD, 
LONDON, R.W.2. 


The ZENITH ELECTRIC CO. Lte 


ZENITH WORKS, VILLIERS ROAD, WILLESDEN GREEI 
LONDON, N.W.2 


Telephone: WILlesden 6581-5 


Telegrams : Voltaohm, Norphone, Londg 


| 
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INTERESTING PUBLICATIONS 
ON ELECTRO-PRECIPITATION 


All concerned with problems of dust collection should secure 
their copies of these Simon-Carves publications on up-to-date 
electro-precipitation techniques. 


© High-Efficiency Electro-Precipitation—please quote D/C.F.P.8 
(Esta publicacion puede obtenerse también en Espanol) 


@ The Process of Electro-Precipi- 
tation—please quote D/C.P.P.10 


Large-Scale Electro-Precipitation 
in Theory and Practice—please 
quote D/C.P.P.6 


The Science and Art of Electro- 
Precipitation — please quote 
D/C.P.P.3 


Simon-Carves Ltd eae 
ar") 


| 
STOCKPORT, ENGLAND 
OVERSEAS COMPANIES | Simon-Carves (Africa) (Pty) Ltd: Johannesburg Simon-Carvyes (Australia) Pty Ltd: Botany, N.S.W. 


SC. 132/PS— 

< rr ee The photograph shows T.T. porcelain i 
Cap and Pin Insulators on one of the 

first 66 kV Overhead Lines to be 

erected in the British Isles—a line from 

Maentwrog to Wrexham which is still 

in use after a quarter of a century. 


ona 


Taylor Tunnicliff & Co. Ltd. will also 
supply the Insulators for the latest 
B.E.A. 275 kV Super Grid Line from 
Iver via Weybridge to Melksham. 
(Main Contractors: Balfour Beatty & 
Co., Ltd., London.) 


oa tae. 


ae te 


—— SRE aS abe. 
Se 
See, 


There’s no limit to the TIME ey 
PORCELAIN will LAST 
and the best porcelain 


is made by Taylor Tunnicliff 


USE THE BEST PORCELAIN INS 
| U 
~ oN AVOID LIVE LINE TESTING. 


a” 


Fa a” FP bes os E 3 wt see 
Oo PEE Be SAME OL RAERE. ORG To 


AVWGCOR ARGININHCQILISME Ce XO, ILD). 

Head Office : EASTWOOD, HANLEY, STAFFS. 
Telephone : Stoke on Trent 25272-4 

London Office : 125 High Holborn, W.C.1- Telephone: Holborn 1951 PORCELAIN 
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A Young Veteran 


| 
| 


: 


MEMBERS OF THE C.M.A 


British Insulated Callender’s Cables 
Ltd. 


Connollys (Blackley) Ltd. 


The Craigpark Electric Cable Co. Ltd. 
Crompton Parkinson Ltd. 

The Edison Swan Electric Co. Ltd. 
Enfield Cables Ltd. 

W. T. Glover & Co. Ltd. 

Greengate & Irwell Rubber Co. Ltd. 


W.T. Henley’s Telegraph Works Co. 
Ltd. 


Johnson & Phillips Ltd. 


The Liverpool Electric Cable Co. Ltd. 


Ror, 


Electric Cables produced by member com- Metropolitan Electric Cable & 


: owe : Construction Co. Ltd. 
panies of the Cable Makers Association stand the test of time 


Pirelli-General Cable Works Ltd. 


i ng and arduous service. .M.A. remain 
in long Yet the C e SiMe (The General Electric Co. Ltd.) 


young, up to date, fresh in outlook. It is the ready adoption 
St. Helens Cable and Rubber Co. Ltd. 


of new ideas, allied with constant research and testing, which 
Siemens Brothers & Co. Ltd. 


has made possible the development of the many modern types (Siemens lactic Lampercnpenee 
of cable available to meet the exacting demands of to-day. ee) 
Technical advice on the type of cable to give veteran Standard Telephones & Cables Ltd. 


service in any installation is freely available. The Telegraph Construction & 
Maintenance Co, Ltd. 


The Roman Warrior and the letters ‘C.M.A. are British Registered Certification Trade Marks. 


Insist on a cable with the label 


GABLE MAKERS ASSOCIATION, 52-54 HIGH HOLBORN, LONDON, W.C.1. — Telephone: Holborn 763 


cmals 
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Ili say 
this for 
METALLIC 
it’s 
consistently 
accurate 


In factory and school, in hospital or housing 
estate, the electrical installations as often as not 
embody ‘conduit and fittings by METALLIC.’ 
Why is this? It’s because architects and con- 
tractors alike know that METALLIC is really 
long-lasting. It’s solidly made from the best 
materials and finished to resist moisture, chemi- 
cals, etc. Its consistent accuracy too cuts installa- 
tion time to a minimum and avoids wastage. 


All over the world you'll find 
Conduit and Fittings by 


COMPANY 


THE METALLIG SEAMLESS TUBE CO. LTD., 
LUDGATE HILL, BIRMINGHAM, 3. 


and at London, Newcastle-on-Tyne, Leeds, Swansea & Glasgow. 
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CHAMBERLAIN & HOOKHAM 
TYPE P 


PROCESS TIMERS 


FOR ACCURATE AND 
AUTOMATIC PROCESS CONTROL 


* 


Scale ranges from 0-10 secs. up to 
24 hours. 


% Settings down to 1/10 sec. 

%& Accuracy within 0-25 % of full scale 
range. 

% Available as single units for self- 
mounting or as complete control 
panels. 

%& Any operation requiring time con- 


trol by electrical means can be 
regulated by this instrument. 


BIRMINGHAM 


TYPE P PROCESS TIMER 
CAT. SECTION 11300 


cK DUSSEK BROTHERS & CO.,LTD. 
THAMES ROAD, CRAYFORD, KENT. 


Telephone: Bexleyheath 2000 (5 lines) 
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ACKBRIDGE pole mounting transform- 
ers are used extensively in many of 
the world’s largest distribution systems 

and the outstanding performance of the 
many thousands of these units installed 
during a period of over 30 years empha- 
sises the supreme reliability of Hackbridge 
Transformers for this type of service. 


Send for publication D.B.2. 


RIGHT: A 50 kVA 33/11 kV. three phase Hackbridge 
transformer for pole platform mounting. 


HACKBRIDGE AND HEWITTIC ELECTRIC co., LIMITED 
WALTON-ON-THAMES - SURREY - ENGLAND 
Telephone : Walton-on-Thames 760 (8 lines) Telegrams: ‘* Electric, Walton-on-Thames ” 


'VERSEAS REPRESENTATIVES: ARGENTINA: H. A. Roberts & Cia, S.R.L., Buenos Aires. AUSTRALIA: Hackbridge and Hewittic Electric Co., Ltd., Sydney. SOUTH 
USTRALIA: Parsons & Robertson, Ltd., Adelaide. BELGIUM & LUXEMBOURG: M. Dorfman, 124 Avenue des Cerisiers,Woluwé, 1, Brussels. BRAZIL: Oscar G. Mors, 
aixa Postal 1280, Sao Paulo. CANADA: Hackbridge and Hewittic Electric Co. of Canada, Ltd., Montreal. CEYLON: Envee Ess, Ltd., Colombo. CHILE: Ingenieria Electrica 
A.C., Santiago. EAST AFRICA: Gerald Hoe (Lighting), Ltd., Private Bag, Nairobi. EGYPT: Giacomo Cohenca Fils, S.A.E., Cairo. FINLAND: Sahk6-ja Koneliike O. Y. 
ermes, P, Esplanaadikatu 37, Helsinki. HOLLAND: J. Kater E.I., Ouderkerk a.d. Amstel, Amsteldijk Noord 103c. INDIA: Steam & Mining Equipment (India), Ltd., Calcutta: 
sun Engineering Co., Ltd., Madras, 1. IRAQ: J. P. Bahoshy Bros., Baghdad. MALAYA, SINGAPORE & BORNEO: Harper, Gilfillan & Co., Ltd., Kuala Lumpur, NEW 
EFALAND: Richardson, McCabe & Co., Ltd., Wellington, etc. PAIKISTAN: James Finlay & Co., Ltd., Karachi. SOUTH AFRICA: Fraser & Chalmers (S.A.) (Pty.), Led., 
hannesburg. SOUTHERN RHODESIA: Fraser & Chalmers (S. A.) (Pty.), Ltd., Salisbury, etc. THAILAND: Vichien Phanich Co., Ltd., Bangkok. TRINIDAD & TOBAGO: 
iomas Peake & Co., Port of Spain. TURKEY: Dr. H. Salim Oker, 43 Posta Caddesi, Ankara, URUGUAY: H. A. Roberts & Cia., S.A.U., Montevideo, U.S.A.: Electro 
achinery Corporation, 50 Broad Street, New York, 4. 
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Alcomax IV | 


incomparable for 
Rotating Magnets 


Highly efficient rotating 

magnet system comprising 

Eclipse. magnet between BD ; 

interleaving mild steel Informative technical. litera- 


pole pieces. © es ‘ture will be supplied _ on 
request. 
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WRITE FOR BOOKLET ON THIS SUBJECT 


| TRANSFORMER AND SWITCH OILS 


Complete Drying and Purification giving Maximum 
Breakdown Voltage in one simple operation. 
No heating. No fire risk. Weatherproof. Fully 
mobile units. Used by leading Electricity ( 
Undertakings throughout the World. 


Capacities from 20 gallons 
to 1,000 gallons per hour 


METAFILTRATION 


THE METAFILTRATION COMPANY LTD. 
BELGRAVE Rd., HOUNSLOW, MIDDLESEX 


PHONE: HOUNSLOW _ 1/12! /2/3 
GRAMS: METAFILTER, HOUNSLOW 


MEMBERS ‘OF THE C-MAx 


TRAFFORD: PARK ~~ © MANCHESTER 17 


TRAFFORD PARK 2141 
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E are proud to see our Transformers leaving the Works; prouder still 

when they are installed and giving the service we expected of them. Why? 
Because we know that they are of solid construction, built from the finest 
materials available and will give dependable service for many years. Consult 
BRYCE before ordering Power Transformers and you too will be more than 
satisfied. 


BRYCE ELECTRIC CONSTRUCTION COMPANY LTD. 
KELVIN WORKS « HACKBRIDGE ¢ SURREY 


WALLINGTON 2601-4 
In association. with HACKBRIDGE CABLE COMPANY LTD. 
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Signs of the Tee 


Boltons specialise in the manufacture of H.C. Copper Com- 
mutator Bars and Segments in shapes and sizes to suit special 
techniques and requirements —just one example of the research 
and service provided by Boltons in all applications of copper 
and copper alloys. 


H.C. COPPER COMMUTATOR 
BARS AND SEGMENTS 


Commutator Copper Bars in shapes to suit specialised con- 
struction techniques for fractional H.P. and larger motors. The 
weight of a bar in the former case may be as small as -0011 Ib. 
and, in the latter case, up to 25 Ib. or larger if required. Stepped 
and other special sections. Double taper bars. Supplied in 


factory lengths or blanks sawn to length; sawn or stamped 
to shape. 


““COMBARLOY”’ 


Our special alloy ‘‘Combarloy’’—A High Conductivity Copper 
intended primarily for Commutator Bars, offers more resistance 
to softening during assembly and baking than ordinary H.C. 
Copper, and has been successfully used for a number of years. 
More detailed information may be found in our Publication No. 
101/R4 “‘Combarloy,’’ a copy of which will be supplied on 
request. 


Bolton’s Copper Products comply with all 
relevant British Standard specifications and 
many other Home, Colonial and Foreign 
Government requirements. 


aNOM4 gS 


THOMAS BOLTON & SONS LTD 
Established 1783 | 


Head Office: Mersey Copper Works, Widnes, Lancs. Tel.: 2022. Grams: ‘‘Rolls, Widnes.”’ 
London Office and Export Sales Department: | 

168, Regent Street, W.1. Tel.: Regent 6427, Grams: ‘‘Wiredrawn, Piccy, London.’’ 

WORKS —LANCASHIRE: Widnes and St. Helens. STAFFORDSHIRE: Froghall and Oakamoor. 
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Consulting Engineers : 
Messrs. J. D. Crozier & Partners Ltd. 


This 3,500 KW pass-out type turbo-alternator set, in addition to 
providing electrical power for the Carrongrove Paper Mill, passes to 
process up to 90,000 Ib. of steam per hour. 


&6.C. power for paper-making 


HE GENERAL ELECTRIC CO. LTD. eee A GINIEN ea © USE : KINGSWAY + LONDON SSN Gwe 
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... White and shining as silver, almost as unchangeable as gold, malleable and ductile... strong as 


iron...” That was Aluminium—as the French felt about it in 1855; the year when aluminium first 
appeared at the Paris Exhibition; the year Napoleon Ill ordered a rattle of aluminium for his son. 
Such wonderful exciting metal to the world of 1855. The possibilities? Enormous. The price? 
Prohibitive. Aluminium remained a precious metal until electrolytic extraction was patented in 1886. 
Then, nearly a hundred years after the Prince Imperial’s rattle was made, modern aluminium 
techniques were applied to the sheathing of power cables. Henley’s today offer to the electrical industry 


the finest aluminium-sheathed cable obtainable. 


@ Easily installed — comparative Give superior mechanical gg Permit fewer 


rigidity protection supports 
@ Are considerably lighter than the @ Have smooth, clean and tidy @ Resist vibration 
equivalent lead-sheathed Cable appearance 


ALUMINIUM SHEATHED CABLES 


°Y HENLEY 


W..T. HENLEY’S TELEGRAPH WORKS CO. LTD., 51-53 HATTON GARDEN, LONDON] boca 
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THE UTILIZATION OF ELECTRICITY IN SHIPS 


A Review of Progress. 


By G. O. WATSON, Member. 


-Some fifteen years, which include practically the whole of 
he war period, have elapsed since the last review on this subject, * 
nd in the present statement it is hoped to include major trends 
nd developments in the intervening years. 

| Radiocommunication, radar and kindred aids to navigation 
re excluded from the present review; space considerations will 
Iso preclude any detailed reference to electric propulsion or 
etailed technical consideration of any particular development. 


(1) SAFETY OF LIFE AT SEA 


A milestone of particular note in the history of marine appli- 
ations was passed in 1948. In that year the International 
Yonference on Safety of Life at Sea! met in London, and, 
aving now been ratified by the requisite number of national 
sovernments, its provisions came into operation as an Inter- 
ational Code on the 19th November, 1952. 

The Code is important from the electrical standpoint in that, 
whereas the 1929 Convention which it supersedes did not con- 
1in any electrical provisions, the 1948 Convention, Chapter I, 
art C, is devoted entirely to this subject, and matters of electrical 
iterest also appear elsewhere in the Code. 

It will be sufficient to refer to some of the outstanding pro- 
isions, which, incidentally, apply only to passenger ships unless 
therwise specifically mentioned. A new requirement for such 
aips is that they must carry an emergency battery which will 
ome into service automatically in the event of failure of the main 
ghting supply. It must have sufficient capacity to supply 
mergency lighting for 30 minutes and to close the watertight 
oors. After that period the supply is taken over by an 
mergency generator or by a larger battery adequate for a period 
f 36 hours. 

Other safety measures deal with the size and number of main 
snerators, steering-gear supply, earthing of exposed metal 
arts, arrangement of cable ducts and distribution systems in 
re zones, and the usual familiar safety clauses expressed in 
sneral terms. 

In order to restrict the spread and magnitude of fire, ventilating 
ns must be provided with means for stopping them from two 
idely separated control stations outside the space concerned. 

* Journal I.E.E., 1940, 86, p. 203. 


Mr. Watson is with Lloyd’s Register of Shipping. 
Vou. 102, Part A. 


Electric radiators of the exposed-element type are not per- 
mitted. What is meant by “‘exposed element” (which is capable 
of a variety of interpretations) is not clearly stated, but in 
Statutory Instrument, 1952, No. 1948, issued by the Minister 
of Transport it is interpreted as ‘“‘so exposed that clothing, 
curtains or similar material can be scorched or set on fire by 
heat from the element.” 

The 1948 Convention was ratified in the United Kingdom in 
the Merchant Shipping (Safety Convention) Act, 1949, and is 
interpreted by the Ministry of Transport in the form of Statutory 
Instruments, 1952, Nos. 1948 to 1959.2. No. 1948 contains the 
electrical requirements and Clause 34(2) therein requires com- 
pliance with the relevant provisions of The Institution’s Regu- 
lations for the Electrical Equipment of Ships. 

The Ministry of Transport will publish shortly their Instruc- 
tions to Surveyors amplifying in greater detail their interpretation 
of the requirements. 


(2) RULES AND REGULATIONS 


The Third Edition of The Institution’s Regulations for the 
Electrical Equipment of Ships was published just prior to the 
period under review and has successfully stood the test of time. 
The Supplement which was issued in November, 1947, deals 
mainly with new types of cable now available. 

The International Electrotechnical Commission resumed 
activities in 1948 on a Code for Electrical Installations in 
Ships, and a very comprehensive draft has been prepared. It 
was with the knowledge that this work was contemplated that 
the 1948 International Conference on Safety of Life at Sea 
decided to confine its requirements to points of principle and 
to omit precise details of construction. At the Philadelphia 
meetings of the I.E.C. in 1954 decisions were reached which 
will enable a final draft to be prepared which it is hoped will 
receive approval in time for publication in 1956. It is also 
intended to proceed shortly with preparations for a Fourth 
Edition of The Institution’s Regulations. 


(3) ALTERNATING CURRENT 
Prior to 1939 the use of alternating current for auxiliary 
purposes was negligible, d.c. systems being practically universal. 
The United States had already adopted alternating current for 
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tankers, a policy which was continued during the recent war on 
the Type T.2 tanker. 

Whether alternating current could be adopted more uni- 
versally continues to be a topic of discussion in marine circles, 
and many papers and articles have been written around the 
subject. The key problems would appear to lie mainly in 
considerations of capital cost and the question of the electric 
winch. 

On the score of reliability and cost of maintenance it appears 
to be fairly generally accepted that alternating current has 
advantages. On the question of cost the fact that, except for 
tankers, no full-scale installations have been made in the United 
Kingdom means that there has been no opportunity to assess 
costs from practical experience. This, however, is not the case 
abroad, and several articles have been published based on actual 
experience from which the conclusion is drawn that, in the 
cases cited, conditions favour alternating current. At least one 
foreign yard, with a very large output, will in future install only 
alternating current except where the owner specifically asks for 
direct current. 

The real obstacle to greater use of alternating current lies 
mainly in the cargo winch and to a lesser degree in other services 
requiring variable speeds, such as the windlass, capstan, boiler 
fans and circulating-water pumps. The winch presents the most 
obstinate problem, forming, on account of the number required 
to work simultaneously, an appreciable load and a considerable 
capital cost. They not only require a very wide speed range, 
varying with the load to be lifted, but also demand a high light- 
hook speed. D.C. winches fulfil the requirements admirably, 
but the cost of an a.c./d.c. convertor is generally sufficient to 
rule out a.c. generation and distribution. Many attempts have 
been made to solve the winch problem, but although technically 
the requirements have been met, the cost has so far been too 
high. Where winches are not involved, as in tankers, a.c. 
systems have now become practically standard. 

The question of frequency has received some consideration, 
and there are pertinent reasons for adopting 60c/s as a standard. 
It is generally recognized that industrial-type motors are not 
particularly suitable for marine applications and that a special 
design of machine is necessary, and there is therefore no very 
strong reason for following land practice. In favour of 60c/s 
it can be said that synchronous speeds are more akin to those at 
present in use with direct current and that when taking shore 
supplies a 60c/s motor will be more suitable for running from 
50c/s than the reverse. 

The problems to be met in designing an installation, while 
in many respects common to those of land installations, are 
nevertheless influenced by the comparatively small capacity of 
generating plant. Consequently voltage dip when using direct- 
on-line starting becomes a limiting factor in many cases. The 
effect of reduction of voltage on fluorescent lighting when a 
large motor is being started is only one of the problems. 

It will be seen, therefore, that automatic voltage regulators 
ensuring a quick response and a design of alternators which 
will keep the voltage dip within reasonable limits are of prime 
importance. As practical examples of what has been achieved 
in this direction might be quoted a 700kVA set carrying a 
steady load of 450kVA at 0-8 power factor, which gave a voltage 
dip of 8:0%, recovering to normal in about 2 seconds when a 
load of 347kVA at 0-13 power factor was added. In another 
case a 600kW set on to which a load corresponding to 50% of 
its rated kVA was switched resulted in a voltage dip of 9:7% 
which was restored to normal range within 30 cycles. It is not 
uncommon in these equipments to start motors up to 25% of 
the generator rating by direct switching. 

The largest a.c. equipment so far built in European yards is 
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the S.S. Christoforo Colombo having a total installed power 
8000kVA, and a passenger liner at present building in (| 
United Kingdom has approximately 4 160kW at 440 volts. 

Owing to the desirability of reducing risk of fire to a minimuj) 
the use of oil-filled transformers and switchgear is avoid} 
wherever possible, and in this respect a type of transforn? 
filled with quartz sand which has been developed on the Contine} 
has certain advantages. 

Hitherto, with direct current at a maximum of 220 volts, t] 
isolation and duplication of busbars has not been necessai; 
for maintenance purposes, but with alternating current | 
440 volts considerations of safety arise and there is a trea] 
towards draw-out gear. It has to be remembered that once} 
ship is commissioned the busbars are practically never deal 
Even when the generators are not running the bars are connect 
to a shore supply. 

As already indicated, services requiring variable speeds f | 
certain purposes cannot be dispensed with, and change-pq 
motors are commonly used. In the case of warping winc 
and anchor windlasses the requirements have been met in th 
way, the slack being taken up rapidly at the higher speed, as 
when the tension in the warping line exceeds a predeterming 
value the motor automatically transfers to the lower sp 
Further increase in tension causes the automatic insertion © 
resistance in the stator circuit to hold the torque at a value whi 
can be maintained for a short time. For the windlass the lo 
speed is required for loosening the anchor and the higher whaf 
the anchor is moving freely in water. | 

An incidental advantage accruing from the use of alternati 
current which all cross-Channel voyagers will appreciate is t}f 
possibility of using silent switches which eliminate the irritatia} 
noise inseparable from quick-make-and-break d.c. switc 
mounted on cabin panelling. 


(4) GENERATORS 


A study of environmental conditions in engine rooms 
been undertaken by the British Shipbuilding Research Assoc 
tion with a view to improving the comfort of those who m 
perforce endure these conditions. 

Generators and motors undoubtedly contribute a fair quolf 
of heated air to engine rooms, thus not only raising the ambie} 
air temperature but also at the same time affecting their o 
permissible temperature rise. An important contribution a 
the solution of this problem is the development of a generat 
having a closed air-circuit embracing the whole machine wil 
the exception of the commutator and brushgear. By means o 
heat exchanger situated at base-plate level and cooled by sé 
water, the heat losses are carried away and not passed into tI 
engine room; ventilating trunking is also eliminated (see Fig. 
The usual obiection to totally-enclosed machines, i.e. the acc 
mulation of carbon dust, is avoided by keeping the commutaty 
and brushgear outside the enclosure and at the same time ma 
them accessible for maintenance and adjustment. A fan at t 
coupling end draws air through the cooler, which is mounted 
between the generator and the engine. One of the first vesse 
to be fitted with generators of this type was the S.S. Himala i 
the turbo generators being rated at 850kW. Hitherto, totall 
enclosed generators have usually included the commutatd 
with the disadvantage stated. 

A development much favoured on the Continent makes ul 
of generators coupled, usually through fluid couplings, to t 
propeller shaft, thus taking advantage of the better therm! 
efficiency of the main engine. The capital cost will, of cours? 
be increased as the usual auxiliary generators are still necessa> 
for service at reduced propeller speeds. Outstanding examplt 
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[British Thomson-Houston Co., Ltd. 


g. 1.—An 850kW closed-air-circuit generator with heat exchanger 
mounted on the base-plate. 
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of this practice are to be found in the twin-screw tankers 
M.V. Berenice and M.V. Bethsabee, each having two 500kW 
alternators chain driven through Vulcan oil couplings. Normal 
speed is 121r.p.m., and when the speed falls below 98r.p.m. 
each alternator is automatically cut out and the load is taken 
over by turbo-alternators supplied from a waste-heat boiler. 
Auxiliaries requiring a constant-frequency supply take power 
from a separate Diesel set. 


(5) SLIP COUPLINGS 


Slip couplings first came into general use about 1935, mainly 
in Sweden and the United States, but latterly in the United 
Kingdom. They consist of a squirrel-cage winding on one half 
of the coupling and a d.c.-excited salient-pole system on the 
other half, and are used to couple Diesel engines to gears for 
driving propeller shafts. Inserted between the engine and the 
gear box, they isolate the torsional oscillations of the engine 
from the gear teeth (see Figs. 2 and 3). Usually two or more 
Diesels are coupled to pinions engaged with a common gear- 
wheel, and arrangements can be made so that during manoeuvring 
two engines run in opposite directions and the propeller direc- 
tion required is obtained by coupling-in the appropriate engine. 
The most powerful coupling so far built is of British manufacture 
and is rated at 5650b.h.p. at 228r.p.m. 

A novel development of this coupling is incorporated in a 
self-unloading cement carrier. Powered by two 640h.p. engines, 
these are used for propulsion purposes through the slip couplings 
in the normal way, but when in harbour they can be used to 
provide 600kW for cargo handling. Each engine shaft carries 
the d.c.-excited portion of the coupling, while the other half of 
the coupling, instead of having a squirrel-cage winding, carries 
a 3-phase stator winding. When at sea the 3-phase winding is 
short-circuited and the combined unit behaves as a slip coupling 
in the normal manner. In harbour, on the other hand, the 
propeller shaft is locked, the short-circuiting bars are removed 


ss 


[British Thomson-Houston Co., Ltd. 


Fig. 2.—Two nine-cylinder engines, each of 4500h.p. at 225r.p.m., coupled through slip couplings to a twin-pinion gear box. 
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[British Thomson-Houston Co., Ltd. 


Fig. 3.—One of the electromagnetic slip couplings illustrated in 
Bigs 


from the a.c. winding, the 3-phase connections are coupled 
up and a 3-phase supply is available. The engines under these 
conditions are speeded up from the normal 250r.p.m. for 
propulsion to 300r.p.m., each being rated at 400kW, thus 
making a total of 800kW available. 


(6) ELECTRONICS 


As on land, the use of electronics in ships is extending, and 
this trend brings with it other problems and considerations. 
For instance, electricians are not carried in all ships, and if an 
electrical device fails it is the lot of the marine engineer to give 
the necessary attention. Whereas he is usually capable of 
dealing with relatively simple and straightforward power plant, 
electronic equipment is an entirely different matter. While 
there may be a radio officer on board, he is not an electrical 
engineer nor is he expected to function outside his own domain. 

Another consideration is that of the reliability and life of 
electronic gear. During the time a ship is at sea most of its 
services will be in continuous day and night operation, and at 
the same time subject to conditions of shock and vibration. 
Normally it is not unusual for a ship to be at sea for 300 days 
in a year, which would be equivalent to 7200 hours. A life of 
100000 hours will therefore give service for about 14 years, 
or about half the average life of a ship, and 1000 hours would 
give service for only about 6 weeks. The gradual loss of vacuum 
or the evolution of gases from metal parts, on the one hand, or 
the absorption of gases by other surfaces are all factors affecting 
the life of a valve. All electronic gear, including resistors, 
capacitors, chokes, transformers, valves, rectifiers, etc., should 
therefore be designed for trouble-free and reliable operation 
over very long periods. Many of the services using electronic 
gear are of vital importance such as to warrant the manufacture 
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of components of a higher standard of reliability and having } 
longer life than that usually associated with such apparatu} 
As an example of what can be accomplished in this directio} 
the special type of capacitor described in B.S. 1597 for inte} 
ference suppression is estimated to provide a component of | 
much higher standard than those normally used in electron 
circuits. 
It is also satisfactory to note that considerable attention | 
being given to these factors in order to meet Service requirement | 
a factor which will ultimately benefit industrial users. | 
important, however, is that designers and manufactured 
marketing apparatus for use on applications of vital importana} 


reliability even if it results in increased cost. 
unreliable gear does harm to progress in this direction in tk} 
long run, and from the point of view of the user it is false econom | 
any way. | | 

Monitoring systems and standby equipment which can E 
quickly interchanged would be warranted in very vital || 
cations. | 


ditioning, oily water separators, voltage regulators, fire alarz 
systems, door control (‘‘electric eye’) and many other device: 
A brief description of one of these may be of interest. | 
The question of oil pollution of the high seas has recent 
been the subject of an International Convention, and oily-wat 
separators have an important function to perform. Oil-co 


[The General Electric Co., Ltd. 


Fig. 4.—Main amplifier racks of a sound equipment system for 1 
loudspeakers. 
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taminated water, before being pumped overboard, is first passed 
through a separating plant. The control system is based on 
the fact that substances have capacitance and the difference 
between the capacitances of water and of oil passing between 
suitable probes or electrodes and acting on electronic circuits 
enables an automatic control system to be operated. 
Public-address systems on a typical large modern liner may 
comprise as many as 120 loudspeakers (Fig. 4). The arrange- 
ments may incorporate a priority system for the captain’s 


announcements, with second priority for the purser. Use of the - 


system is also made for the broadcasting of radio programmes, 


music from the ship’s orchestra and gramophone records or by 
microphone. 


(7) RADIO INTERFERENCE 


An important contribution to the solution of the problems 
associated with the abatement of radio interference was con- 
tained in B.S.1597:1949. It presents the work of a repre- 
sentative committee which studied the problem over a period 
of 10 years, and there is no doubt that experience gained during 
the war years, when radiocommunication became a vital factor, 
contributed very largely to the final conclusions. 

The problem was tackled on a very broad basis, and very 

wisely the responsibility for action is spread over all the interests 
concerned. Thus the supplier of the radio equipment, the ship- 
builder and the electrical contractor are each in their separate 
spheres called upon to adopt measures to restrict interference. 
This represented to a certain degree a modification of earlier 
notions which were directed mainly towards the fitting of 
suppressors to practically every motor in the ship. In the final 
solution the screening effects of steel bulkheads and decks is 
recognized and efforts are concentrated on screening the radio 
cabin and fitting suppressors to all electrical services entering 
therein. 
- Coupled with these requirements is a section requiring a special 
construction of capacitors used as suppression components. 
Failure of a capacitor might in some circumstances involve the 
machine or equipment with which it was associated, and this 
specification aims at maximum reliability and long life. 


(8) CABLES 


_ The period under review has witnessed many interesting 
developments in regard to cables. 

- During the war, rubber shortages led to the recognition of 
p.v.c. by Lloyd’s Register, but this has since been withdrawn 
owing to the inherent disability arising from its thermoplastic 
properties. In the confined spaces of a ship it is almost impossible 
to ensure that cables will not come in contact with steam pipes 
and other hot objects. Even if this is avoided in a new ship 
there is no guarantee against subsequent additions and alterations. 
| Shortage of lead resulted in the standardization of a poly- 
chloroprene (Neoprene) sheathed cable. Mineral-insulated 
cables have also made their entry into this field, and although 
progress has been slow they are now used extensively in boiler 
rooms and galleys where extreme conditions of heat must be 
catered for; with the latest type of cold seal the earlier difficulties 
and hazards of sealing have been overcome. 

An important development of more recent origin has been 
the decision to make slight reductions in the thickness of rubber 
insulation and lead sheaths in line with similar changes in the 
Standards for land cables. Coupled with this decision, the 
manufacturing tolerances have been considerably tightened. 

The 1947 Supplement to The Institution’s Regulations 
initiated the re-rating of varnished-cambric-insulated and paper- 
insulated cables based on 104°F ambient air temperature as 
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against 120°F in the third edition of the Regulations, thus 
permitting an appreciable increase in current ratings with 
corresponding economies. 


(9) FUSES 


The prejudice against the cartridge fuse on the score of cost 
of replacements is gradually disappearing, possibly influenced 
by the requirements of Lloyd’s Register of Shipping, which 
insists on fuses having a category of duty commensurate with 
the prospective current. This means Category 3 in many cases, 
and very few rewireable fuses are to be found in this category. 
The United Kingdom is practically the only country where 
rewireable fuses still prevail. In some countries, notably Italy, 
there is a decided preference for the miniature circuit-breaker in 
place of fuses for distribution circuits. 


(10) ELECTRIC PROPULSION 


Space will not permit more than a brief reference to electric 
propulsion. No radical technical developments have taken 
place in the field of turbo-electric applications except that in 
the United States control of synchronous-motor installations 
from the bridge has now been achieved. It is also noteworthy 
that during the recent war approximately 480 tankers known as 
the T.2 type, each with a 6000h.p. propeller motor, were built. 

In Diesel-electric installations, although some notable a.c. 
systems have been built, it is more usual to use direct current. 
In this country it has become almost standard practice to adopt 
what is described as a controlled-current system. This is virtually 
a constant-current system, but may have different currents for 
different speeds. This is accomplished either by an exciter having 
three field windings, i.e. a self-excited, a separately-excited and 
a series winding, or through the medium of a rotating amplifier 
(i.e. Amplidyne, Metadyne, Magnavolt, etc.). Such systems lend 
themselves to control from the bridge, involving as they do the 
handling of small currents and being practically foolproof in 
operation. 

(11) REFRIGERATION 

The most notable development in the field of refrigeration is 
that of the electrical distance thermometers. Until recent years 
electrical thermometers were not acceptable to Lloyd’s Register 
of Shipping as an alternative to bulb thermometers, as experience 
had shown that the degree of accuracy and dependability required 
under arduous service conditions was not obtainable. Reliability 
is of prime importance, as valuable cargoes of certain types are 
liable to be lost if the temperature is not controlled within 
narrow limits. Electrical thermometers are now obtainable 
having graduations sufficiently spaced and suitable sensitivity 
to render possible readings of 0:1°F without difficulty on a 
moving ship over a range of approximately —5°F to +60°F. 
An accuracy within +0-1°F at the freezing point of water under 
working conditions is attainable. 

The arrangements of cargo holds and methods of cooling 
have undergone changes now necessitating in many cases a 
large number of small fans circulating air over batteries of brine- 
cooled pipes. Under this system, typical refrigerating installa- 
tions would comprise from 20 to 40 fan motors of from 1 to 
10h.p. Lubrication is an important consideration, as the fans 
are usually in the air stream and the bearings are therefore 
subject to the cooling effect of the circulating air. When cargoes 
are loaded in the tropics the temperature will be fairly high, 
subsequently cooling to freezing temperatures, and the grease 
selected must be suitable for this temperature range. 

An installation of novel character consists in the adoption 
of a 100c/s supply for the fan motors, the number of fans 
involved being 76. Two running speeds are necessary, a high 
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speed during the initial cooling-down period and when passing 
through the tropics and lower speeds subsequently. A top 
speed of about 2 900r.p.m. and a second speed around 2 000 r.p.m. 
are desirable. The latter is not obtainable with the usual 50c/s, 
but with 100c/s, 4-, 6- and 8-pole windings permit speeds of 
2930, 1950 and 1450r.p.m. Absence of the commutator, 
which is at a disadvantage when working in refrigerated atmo- 
spheres subject to damp and condensation, coupled with 
inaccessibility for maintenance when installed in ducts, makes 
the squirrel-cage motor preferable for this application. 

Where refrigerated spaces are separated by a steel deck or 
bulkhead, adjoining spaces are subject to a cooling effect due to 
conduction, leading to excessive condensation in this region, 
which, always undesirable, may be particularly so in certain 
circumstances. To counteract this action, local injection of 
heat is being tried in the form of mineral-insulated metal-sheathed 
heating cables clamped to the decks and embedded in the deck 
covering. 


(12) LIGHTING 


The main development under this head has been a pronounced 
tendency towards brighter and better lighting, achieved very 
largely by the use of fluorescent lighting, both hot- and cold- 
cathode, with emphasis on the cold-cathode version because of 
greater adaptability and compliance with decorative require- 
ments. It is now common practice to find values of 12- 
15 lumens/ft? in the public rooms. The advantages of the cold- 
cathode tube may be summed up as follows: 

(a) It has a long average life of 10000 to 15000 hours as compared 
with averages of 3000 and 1000 hours respectively for hot-cathode 
and tungsten. 

(b) It can be obtained in a variety of shades so that colour dis- 
tortion, so distressing in dining saloons, can be obviated, and on 
the other hand, novel effects can be produced in dance spaces, 
verandah cafés, etc., if desired. Reliable colour rendering in regard 
to food and ladies’ make-up has been achieved by the blending of 
two or more colours in combination. 

(c) It can be made to any shape desired by the architects and 
decorative contractors, and when used in cornices is shadowless. 

(d) It has low heat dissipation, which is so desirable in the tropics; 
it also aids the air-conditioning plant and reduces its size. 


As a typical example, the T.S.S. Ocean Monarch has a com- 
bination of cold-cathode fluorescent tubing and tungsten lighting, 
using more than half a mile of tubing and more than 1000 
tungsten lamps in public rooms. Power for the cathode lighting 
is taken from two 40kVA motor-alternator sets fed from the 
d.c. mains, one constituting a standby set. 

Since ship installations are still almost universally d.c., it is 
usually necessary to convert to a.c. when fluorescent lighting is 
used, whether hot- or cold-cathode. D.C. hot-cathode lighting 
is feasible, but the ballast resistance wattage is almost equal to 
the rating of the tube, and it is necessary to reverse the polarity 
periodically in order to overcome the darkening caused by the 
drift of mercury ions towards the cathode, particularly in the 
longer tubes. 

The better economy of the fluorescent lamp not only affects 
fuel consumption but may also affect the size of the generator. 
As an example of the saving, the same lumen output per foot 
run can be obtained with fluorescent lighting as compared with 
25-watt lamps at 6in centres for one quarter of the power. A 
factor in ship lighting installations is the low ceiling height, 
usually of the order of 7-8 ft. 

For conversion from direct to alternating current, motor- 
alternator sets are preferred owing to the difficulty of inde- 
pendently controlling the voltage and frequency of rotary 
convertors. In the design of installations, service in the tropics 
requires to be taken into account as it will affect windings, fillings, 
etc., of components for both hot- and cold-cathode tubes. 
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(13) GALLEYS 


The galleys and food-preparation rooms in modern passenge 
ships are now almost fully electric. In addition to extensivy 
cooking equipment, hot cupboards, water boilers, fish fryers 
baking ovens, etc., there are mixers, potato peelers, doug} 
kneaders, slicers, etc., with separate galleys for passengers an 
crew. | 

Most galley installations follow orthodox lines, the rang 
having drop-down oven doors and boiling-plates above thi} 
ovens. In most cases the control switches are separately mounte | 
either on an adjoining bulkhead or suspended from the deck 
head, thus keeping all connections and switches well away from} 


the heat of the range (Fig. 5). 


[The General Electric Co., Ltd. 


Fig. 5.—Typical main-galley cooking equipment comprising a 10-ove 
island-type range with controls mounted on the deckhead. 


The elements of boiling-plates are usually spirals embedde¢ 
in a refractory in grooves on the underside of the plate, whic 
results in an even distribution of heat over the plate surfa 
For roasting ovens and hot cupboards the elements are nov) 
mainly of the sheathed-wire pattern. The same method is use¢ 
for water-boiler immersion elements. 

The Admiralty led the way in the adoption of 440 volts 3-phas} 
for cooking equipment, and this practice has now extended te 
merchant ships. 

In some cases the roasting ovens are separate from the boiling! 
plates so that all cooking apparatus, including grillers, toaster} 
and baking ovens, can be mounted at table height. Although 
this occupies a little more deck space it has proved very populai 
with the kitchen staffs. 

There is an increased demand for a better external finish usin| 
light coloured enamel and stainless steel, which are easy té 
clean and give an improved appearance to galleys. 


(14) CORROSION | 

The ever-present problem of corrosion continues to receiv! 
consideration, but research in recent years has received add 
tional impetus, first because of increased activity in the carriagal 
of petroleum and petroleum products, and secondly, becauss 
the hand-to-mouth methods of modern times do not allow an? 
time for ship’s plates to ‘‘weather’”’ before use. 

Wastage in cargo tanks carrying petroleum products shorten} 
the life of tankers and is therefore a source of considerabl¢ 
financial loss which, from various causes, has materiall 
increased in recent times. Various expedients have bee 


tried, but cathodic protection appears at the moment to givs 
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most promise. The corrosion which occurs is electrochemical 
as a result of differences of potential which occur on the 
surface of steel when in contact with an electrolyte such as 
sea water. The object of cathodic protection is to reverse the 
potentials of the galvanic cells by passing sufficient current 
through the water to the steel, thus converting the steel surface 
into a large cathode. This can be accomplished either by intro- 
ducing additional material which electrochemically is anodic to 
steel or which can be made anodic by connecting to an external 


source of supply. However, corrosion is not confined to periods - 


in ballast and occurs also when tanks are empty as a result of 
the use of sea water for cleaning and of condensation, so that 
cathodic protection is not the sole answer. There are other side 
effects which cannot be adequately dealt with here, and the whole 
problem has not yet been completely solved. 

In tankers the impressed-voltage system is ruled out owing 
to the risk of explosion or fire, and full-scale experiments are 
therefore in progress on the alternative method. Anodes of 
zinc, aluminium and magnesium provide substantial differences 
in potential, magnesium having the largest and having the 
additional advantage of freedom from the tendency to form a 
scale, which occurs on the two other metals with consequent 
restriction of action. However, it has the disadvantage that it is 
consumed more rapidly and irregularly. The experiments now 
proceeding employ a special alloy containing a small percentage 
of aluminium and zinc. These are showing excellent results, 
but there is still room for improvement. As evidence? of the 
magnitude of the problem, it has been stated that the cost of 
renewals from this cause in a 12000-ton deadweight ship after 
12 years in the “‘white oil” trade might reach £250000, and with 
demurrage of approximately four months the total might be 
£300000. 


(15) MISCELLANEOUS 


The following are brief references to recent developments 
which it is not possible to deal with more fully. 

A method of detection of leaks in the ferrules of condenser 
tubes consists in the introduction of small quantities of 
Fluorescene into the tube and the merest “weep” is shown up 
in the ultra-violet light of a black-glass lamp which is portable 
and mains operated. 

It is now standard practice to use vertical-spindle motors and 
pumps, thus considerably reducing the demand on floor space. 

Extensive telephone systems are now common, and in large 
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passenger ships it is usual to find a telephone in each cabin. 
For instance, in the S.S. Arcadia and her sister ship Iberia, there 
is a 600-line manual and a 200-line automatic telephone system 
to provide service for passengers and administrative channels 
for officers and crew. Passengers can make service requests or 
can communicate with each other. Stewards’ telephones have 
associated signal lamps which remain alight after the normal 
audible signal to warn the steward to call the operator on his 
return from other duties. 

Fire alarm systems and patrol systems are also normal practice. 
From any of the established control points, telephone com- 
munication can be established with the officer of the watch. 

In whale catchers, electrocution of the catch has proved 
successful. The harpoon is connected to the catcher by a 
trailing cable, and on striking the whale causes instant paralysis 
followed shortly by painless death. The weapon hitherto used 
consists of an explosive head harpoon. For humanitarian 
reasons it is hoped the electric system will be more widely 
adopted. 

Plural-start systems in which a large number of motors are 
coupled to one starting panel, all being started by a common 
starter as required by pushbutton control, continue in demand. 
This system economizes space on the engine room floor and 
has been used to control as many as 40 motors ranging from the 
smallest sizes up to 250h.p. 

Except for a limited application of panel heating, space 
heating, where performed electrically, continues on the basis 
of convector-type heaters and low-temperature enclosed radiators. 

Mechanical connectors in place of sweated thimbles have 
not yet made headway in this country, although they are now 
standard practice in the United States, where many excellent 
and reliable connectors are marketed. They usually require 
special tools and have to be of appropriate dimensions for 
each different size of conductor. 
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SUMMARY 


The commercial performance of an Area Board can be judged by 
its success in keeping the distribution cost per kilowatt-hour down to 
the lowest possible figure. The absolute magnitude of this figure, 
however, depends on a number of factors which are largely outside 
the Board’s control, such as the load factor and the sales per consumer. 
By making an appropriate adjustment for these factors, Boards can 
be compared on a uniform basis. 

After the costs and revenues associated with auxiliary services have 
been deducted, the average costs of electricity supply in 1951-52 are 
related to kilowatt-hours, kilowatts of demand, number of consumers, 
etc., and expressed in pence per kilowatt-hour. The sum of these 
separate components minus the net deficit on the year’s working 
equals the average price per kilowatt-hour throughout the country. 
A similar method is then applied to each separate Board’s figures, 
using constants based on the average values for the whole country. 
The sum of these components plus or minus any net surplus or 
deficiency accounts approximately, but not precisely, for the mean 
revenue per kilowatt-hour of the Board in question. The differences 
(here called “‘discrepancies”’) disclose how far each Board’s economy 
of operation departs from the average for the country, allowing for 
all the known functional variables. The figures can be used to compare 
the overall economies of the different Boards and to establish a form 
of target, 

The results show that each Board’s total cost can be accounted for 
on functional grounds to within a small percentage, and that the 
outstanding differences show a marked geographical distribution. In 
subsequent Sections the figures for 1952-53 and 1953-54 are presented, 
the year’s changes are examined and the general conclusions are 
summarized. 


(1) INTRODUCTION 


(1.1) Basis of Measurement 


In engineering, measurement is the essence of knowledge, 
and this principle is as true of the economic aspects as of the 
purely physical ones, although it is much more difficult to apply. 
Commercial efficiency cannot be measured, like power-station 
efficiency, to three significant figures, but its measurement is no 
less important, and one never really knows what is happening 
until it has been expressed in quantitative terms. 

The chief difficulty in making comparisons of distribution 
economy is that of finding a suitable denominator. The only 
quantity known at all stages of the process from generation to 
sale is the kilowatt-hour, and costs per kilowatt-hour form the 
most convenient and often the only possible basis of assessment. 
Yet any broad comparison, e.g. between different Area Boards, 
of the distribution costs per kilowatt-hour yields results so erratic 
that they serve only to illustrate the uselessness of such a basis 
unless heavily qualified in various directions. This is not sur- 


prising, since considerably less than one-half of the total costs of 


electricity supply and only a very small fraction of the distri- 
bution costs are directly energy-related. Without quoting 
figures it is quite obvious that the cost of supplying 1kWh will 
be much less if each consumer takes 1 000kWh a year than if 
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he takes only 100kWh. Its cost will be less if the kilowatt 
hours are taken steadily than if they are taken in sharp peaks} 
and will generally be less if many are taken per square mill) 
rather than few. It will also be less if the kilowatt-hours are na} 
encumbered by reactive consumption. 

Attempts have sometimes been made to use the known kila] 
watt-hours data in some other form, e.g. kilowatt-hours pe} 
pound of distribution capital.* The more usual way out of t 
difficulty is to disregard kilowatt-hours altogether, except for 
cost elements (like fuel and losses) which are directly energ 
related, and to use other bases such as kilowatts or kilovolt 
amperes of demand, number of consumers, area served, etc.j 
for the remaining costs. While such a functional treatme 
forms the only possible scientific basis for a cost analysis, # 
does not furnish a simple or convenient criterion for comparison} 
of distribution economy. 


(1.2) Weighted Kilowatt-Hour Costs 


The paper uses this generally accepted functional cost analysisi 
but builds up from these three or four components a single cosif 
criterion which can be used as a simple yardstick for comparin:s 
distribution economics. The criterion will necessarily be in th 
form of a cost per kilowatt-hour, but will be weighted so as td 
allow for the other main cost variables. In other words, all th 
costs will be loaded on to the kilowatt-hours by means of appro 
priate multiplying factors. 

A simple numerical example of this weighting will serve tcf 
illustrate the matter. In weighting for load factor, if the costs 
at a certain point are represented by £5 per annum per kilowat 
plus 0-5d. per kilowatt-hour, it is clear that load factors o 
20 and 40% will result in demand costs of approximately 0-68 
and 0-34d./kWh respectively. After the addition of 0-5d., the] 
overall figures of 1-18d. and 0-84d. may then be regarded as] 
kilowatt-hour costs weighted to allow for the fact that each 
kilowatt-hour has twice as many demand kilowatts associated 
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normal practice, of course, although it is not usually expressed 
quite in this way. 

The same principle can be applied to consumer costs. If the 
average Consumer in a certain group costs the undertaking £4 
per annum, additional to all the costs related to kilowatt-hours 
and demand kilowatts, the consumer with a yearly consumption 
of 1000kWh will incur an additional cost of approximatel 
0-5d./kWh, but one with a consumption of 10 000kWh pe 
annum will incur only one-tenth as much, i.e. 0-05d./kWh. The} 
cost per kilowatt-hour can thus be weighted by a componen’ ’ 
representing an appropriate share of consumer costs. | 

In short, the distribution of a given number of kilowatt-hours 
per year in a particular area is associated with a certain numbe 
of demand kilowatts and a certain number of consumers, and 
the corresponding costs can be expressed as an element in the: 
overall cost per kilowatt-hour. Differences in the size of thes 
area covered by the distribution or in the power factor of thet 
supply can also be compensated for in a similar manner i | 


* KENNEDY, J, M., and Noakes, D. M i Journal 1.E.E., 1933, 73, p. 97 
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necessary; and provided that appropriate data and constants 
can be arrived at, there is no reason why this single yardstick 
should not take account of all the essential variations. This 
should serve both to compare the results of different Area 
Boards and to plot the progress of a given Board from year to 
year. 


(1.3) Costing Stages 


The process of arriving at a scientific cost statement involves 
three stages, namely 


(a) Cost classification, i.e. the assembly and arrangement of cost 


items on an accountancy basis. 

(6) Cost relating on a functional basis, i.e. expressing the cost per 
unit of service, such as the kilowatt-hour, demand kilowatt or 
kilovolt-ampere, number of consumers and area served. 

(c) Cost allocation, i.e. sharing the costs between consumers 
deemed to be responsible. 


The paper is concerned only with the second of these stages. 
While it will finally relate everything to kilowatt-hours, inter- 
mediate steps will make use of other quantities which are known 
for each of the separate Boards, such as kilowatts of demand at 
the bulk-supply points, magnitude of fixed assets, number of 
consumers and areas of supply. Briefly, the method is to use 
the individual Board’s variations as a guide to a law for relating 
the capital expenditure, and then to analyse the combined 
accounts so as to establish appropriate relating constants. These 
constants are then applied to each Board’s accounts in turn. 


(1.4) Theory of Cost Relating 


The services rendered by electricity supply may be likened to a 
rope made up of some four or five separate strands, namely the 
supply of energy, of maximum power, of reactive components 
and of individual consumer service. Where electricity supply is 
unique is that each of these separate services or elements of 
consumption is controlled by the consumer, whose demands of 
each kind vary. This variation has a corresponding effect on 
the cost of supply, since each service component has specific 
and identifiable costs attached to it. The supply of energy 
requires a strictly proportional expenditure on fuel, the meeting 
of demand entails capital charges on a corresponding amount of 
generating and other plant, and reactive consumption entails its 
quota of expenses, while other costs, e.g. for service connections 
and meters, are proportional to the number of consumers. 

Electricity supply is possibly unique in that each component 
of the service is capable of fairly precise measurement at one 
Or more points in the system, so that accurate costing, although 
complicated, is at least theoretically possible. 


(1.5) Method of Cost-Relating 


The principle of cost relating can be stated very simply. To 
find the cost per kilowatt-hour, per kilowatt of demand, per 
consumer, per mile of route, etc., one asks the question: if the 
kilowatt-hours (kilowatts, consumers, etc.) increased by one, 
without any increase in any of the other quantities, by how 
much would the total costs increase? The word “one”? must 
obviously not be taken literally, or the answer will frequently 
be zero; except for a few specific items such as coal and service 
connections, the existing expenditure and equipment will usually 
cope with one additional unit without any increase whatsoever. 
The additional unit must therefore be regarded as typical of 
some hundreds or thousands of its fellows, or some costs will 
inevitably slip through the net. The aim to be kept continually 
in mind is that all outgoings are ultimately to be related to one 
or more of these service variables, on the assumption that when 
every element of the service is doubled (kilowatt-hours, kilowatts, 
consumers and area) the costs will have doubled. This point is 
elaborated in Section 3.4. 
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The connection between increase of service and increase of 
expenditure may be a very immediate one (as with kilowatt- 
hours and coal) or a very long-term one (as with kilowatts of 
demand and generating sets), but the connection must be held 
as inviolate if costing is to have any meaning. Just as in climbing 
a hill, it is the same in the long run whether one rises by infinite 
gradations, as on an inclined plane, or by a series of jerks, as 
on a stairway. 

The above concept requires qualification where charges on 
capital assets are concerned, owing to changes in prices. The 
paper is intended to be a factual statement, not a prophecy; i.e. 
an allocation of past costs, not an estimate of future ones. The 
concept of one additional kilowatt, consumer, etc., is merely a 
convenient mental tool and must have regard for the fact that 
capital charges actually relate to assets which have been pur- 
chased over the preceding 30-40 years and at prices covering a 
range of 1-3 or more. Hence, in an assessment of, say, the 
consumer-related cost on the basis of “‘one additional consumer,” 
the cost of the service connection must not be the present-day 
cost but the cost at the average price of all existing services. 


(2) LAW OF CAPITAL ASSETS 


(2.1) Graphical Approach 


Apart from costs proportional to kilowatt-hours and therefore 
easy to relate, the largest group of costs is that of the capital 
charges on the fixed assets. The first step, then, is to establish a 
connection between investment on fixed assets and maximum 
demand and/or other variables. Fig. 1 shows the first cost of the 
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Fig. 1.—Fixed assets and maximum demand. 


The numbers below the names of the Area Boards indicate the number of consumers 
per megawatt. 


fixed assets of the fourteen Area Boards as at the 31st March, 
1952, plotted against the net simultaneous maximum demand at 
the bulk-supply points. This latter figure is found from the 
maximum demand of the supplies purchased by the Boards 
from the Central Authority, plus that of any other bulk purchase, 
less bulk sales to other Boards. The total for the country is 
slightly greater than the total simultaneous maximum demand 
on the Authority’s bulk-supply points. A straight line has been 
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drawn through the origin, and its slope represents the ratio 
between total capital expenditure and total demand. 

It will be seen from the graph that there is a fairly close linear 
correlation between the points, but this is by no means perfect. 
One obvious reason for divergence is that a considerable amount 
of distribution capital expenditure is not a function of maximum 
demand, but is more closely related to the number of consumers. 
(A minor factor is that the maximum demand at the bulk-supply 
point is not necessarily in a uniform relationship to the demands 
on the various parts of the distribution system.) This a priori 
reasoning is confirmed by the details in Fig. 1. Under each 
Board’s name is a figure giving the number of consumers per 
megawatt of bulk-supply demand. It will be found that, without 
exception, points lying above the line have higher figures than 
those below the line, indicating that wherever there was a high 
ratio of consumers to kilowatts the investment per kilowatt 
was above the average. 

It might appear possible to apply the method of regression 
analysis in order to obtain a more exact solution. The equation 
is in the form of y = ax, + bx, where y is the total investment 
in pounds and x, and x, are the demand kilowatts and the 
number of consumers. The problem is to find values for the 
constants a and b which give the nearest fit, given the values of 
y, x, and x, for a number of individual cases. Unfortunately, 
14 is too small a number to yield satisfactory results, particularly 
when x, and x, are varying fairly uniformly together and in the 
same sense. Moreover, it is evident from Fig. 1 that London 
is a special case, owing partly to the fact that site values in its 
area average several times higher than elsewhere in the country. 

A semi-graphical method was therefore pursued, using 13 
points only, i.e. omitting London. The method is based on the 
assumption that, while the investment clearly includes a con- 
sumer-related as well as a demand-related element, the latter pre- 
dominates and can be treated as the major independent variable. 
Investments of £5, £10, £15, £20 and £25 per consumer were 
assumed in succession, and after subtracting these amounts the 
remaining figures were plotted to a base of maximum demand. 
The most successful of these, namely that in which £15 per 
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Fig. 2.—Fixed assets (less consumer allocation) and maximum demand. 


The numbers below the names of the Area Boards indicate the area (square miles) 
per megawait. 


consumer was deducted, is shown in Fig. 2. (The curve with 
£20/consumer deduction was, however, not noticeably inferior.) 

The results of this examination were not conclusive, for the 
reasons already given. Owing to the considerable correlation 
between x, and x, it is impossible to separate their coefficients 
with any confidence when so few values are available. Thus, 
while the graphical approach points clearly to the existence of a 
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consumer component, it is inconclusive as to its ee 
unless a breakdown of the data (say to a sub-area level)) 
available. 

(2.2) Numerical Analysis 


A more direct approach to the problem is to estimate a fig) 
from the segregated capital expenditure, which is given undejf| 
number of heads in the annual reports. Prior to Vesting Di 
the Electricity Commission’s ‘expenditure charged to capt 
account” gave only a single total for mains and services. 
since vesting, this expenditure has been divided under thal] 
heads, and for the present purpose it has been assumed that t 
existing ratio between them applies also to the pre-vesti,}} 
expenditure. Table 1 is an attempt to divide these figures in} 
consumer-related and demand-related groups. || 

Starting with the service connections and assuming (as } 
usually the case) that only a single cross-section is used for |} 
the normal services, the whole of this expenditure can be regard |}} 
as consumer-related. With low-voltage mains, in an area nj 
fully developed the mains extensions will to some extent 1 
required on account of additional consumers and independent 
of any additional demand; but in a fully developed area, 
which almost all potential consumers lie on the routes of existia 
mains, reinforcement of these mains will be determined only Wf 
load increases and not by consumer increases. Similar remar’ 
apply to low-voltage substations, and frequently in a developir 
area the necessity for, though not the capacity of, a new su} 
station will be the consequence of additional consumers. F\ 


proportion of the expenditure must be considered to be demanif 
related. 

Certain of the expenditure on other than distribution pla 4 
e.g. that on showrooms and service centres, will also have 


Table 1 


First Cost OF FIxeD ASSETS AS AT THE 31ST Marcu, 1952 [A.1 | 
Per- 


centage 
of total 


Factor Allocation to consumers 


Overhead mains* 

Underground mains* 

Services* ass 

Land and buildings: 
Operational 
Offices and 

centres 

Plant and machinery .. 

Tools and instruments 

Office fittings, machinery 
and plant 

Vehicles 

Meters .. 


mW 
AN 
mW 
Lael 
j=) 
Nn 
— 


mR 


service 


OlSa wono Ko 
oluw eng ~aH 


S} so ook 


Sub-total .. : 
Public lighting: appara- 
tus on hire 


AlAKR SAD a 
_— 


SS) 
3 | 8 
o 


* Assuming that the proportions of overhead, undergro i i 
0 und and ser | 
same before as after vesting. < e ee i 


+ Excluded from this estimate on the grounds that these assets are | : 
A RAT argely employa 
in the activities whose revenues have subsequently been excluded. oe m4) 


considerable element of consumer-relation. After making thi 
best possible allowance for these various factors, the percents 
given in the third column of Table 1 were produced, on t 
assumption that the whole asset cost is to be related either th 
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consumers or to demand. The final result of the estimate is to 
give a figure of £19-3 per consumer. It will be appreciated that 
the most dubious element in the estimation is the allocation of 
mains, since this applies to a substantial body of expenditure. 
But even if the allocation were zero the total would still exceed 
£14 per consumer. (The references in square brackets in the 
Tables are to the B.E.A. Fourth Report and Accounts for 
1951-52.) 


(2.3) Conclusions regarding Consumer Element 


It will be seen that the conclusions arrived at from these two- 


methods of approach are in general agreement. Possibly the 
higher proportion of consumer cost (as represented by £20 per 
consumer in 1951-52 rather than £15) is a reflection of past 
conditions when many areas were still being electrified, and that 
a lower proportion is more appropriate to present-day conditions 
of development saturation. A figure of £15 per consumer has 
therefore been taken for the present purposes. * 

Looking ahead, it might appear that the proportion of con- 
sumer-related capital will tend to decrease slightly and may in 
the future represent little more than the cost of service connec- 
tions and meters. The absolute value will, of course, increase 
as the proportion of post-war investment increases, but this 
applies equally to the demand-related assets and does not 
necessarily affect the proportions. It need hardly be said that 
the present calculations relate only to historical costs; if one 
were dealing with marginal costs (in relation to new consumers 
or additional demand), both the per-consumer and the per- 
kilowatt figures would be much higher. 

Once the decision regarding consumer element has been made, 
the remaining constants are determined, since the overall totals 
are known. Thus if 4 is 15, a must be about 36 in order to give 
the correct total for the 13 Boards; but since London has been 
omitted from this calculation it is necessary to bring it back into 
the picture, and this can be done by increasing each of the 
constants by 20% in the case of the London Board. (The figure 
of 20% is purely arbitrary and has been chosen because it brings 
the point approximately on to the line of average.) 

Fig. 2 shows the value of the fixed assets less £15 per consumer 
to the same base as in Fig. 1, namely maximum simultaneous 
demand at the bulk-supply points. (The small square indicates 
the position of the London Board assets divided by 1:2.) The 
slope of the straight line represents the ratio of the overall totals 
with this adjustment, and it will be seen that the fit is demon- 
strably closer than that of Fig. 1. 


(2.4) Effect of Area Served 


The last service variable to be considered as affecting capital 
investment is that of distance or area covered. It is obvious 
that both the demand-related and the consumer-related costs 
will also be to some extent distance-related. Thus the cost of 
an overhead-line network (taken as 100% demand-related) will 
be closely dependent on the area served. A service-connection 
cost (taken as 100% consumer-related) will also be directly 
proportional to the distance from the mains. Similar remarks 
apply to costs having a joint relationship to demand and con- 
sumers. In most cost analyses, distance has to be averaged out, 
but this is unsatisfactory when comparing different areas, since 
there is likely to be a greater capital cost per kilowatt and per 
consumer in distributing over a dispersed low-density area. On 
the other hand, extremes sometimes meet, and when there is an 
exceptionally high density, as in London, unit costs may increase 
because of expensive site values. 


* The element of consumer cost has so often been under-emphasized in the past 
that the author is anxious to avoid any charge of exaggerating its importance. Where 
any doubt exists, he has therefore tried to tilt the scales away from consumer costs, 
and this is one reason for his making a conservative estimate and taking £15 rather 


than £20 per consumer. 
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In Fig. 2 the figures under each Board’s name give the area 
served (square miles) per megawatt of maximum demand 
(average, 6-8). If there is a size correlation one would expect 
to find that points whose areas per megawatt are higher than 
average would tend to lie above the line of best fit, and vice 
versa. Actually a number of the points do follow this rule, but 
a few follow the opposite rule, and the remainder show results 
of an indeterminate character. Evidently there is some correla- 
tion, but it is not sufficiently marked, nor is there a sufficiency 
of points to permit a mathematical treatment. 

A similar assay was made in a curve plotting the total capital 
cost (i.e. consumer-related as well as demand-related), but the 
area correlation was then even less marked. This is perhaps 
not surprising, since the chief consumer-related capital cost is 
that of the service connections, and while this is a function of 
length, it is by no means certain that Boards with a big area per 
consumer necessarily have service connections longer than the 
average. In comparisons between Boards, distance is more 
likely to affect the mains than the services, and therefore chiefly 
to affect the demand-related expenditure. 

After several attempts on these lines, the method finally 
adopted was to weight only the demand-related capital costs and 
to do this in proportion to the fourth root of the areas served. 
This is tantamount to saying that, if there were two areas with 
the same maximum demand, one of them occupying a square of 
twice the side or a circle of twice the diameter (i.e. four times the 
area) of the other, its demand-related costs could be expected to 
be 1:4 (i.e. 4/2) times those of the other. The method for cal- 
culating the different values was to divide each Board’s demand- 
related assets costs by the fourth root of its area per megawatt of 
demand, and to multiply by a constant such that the sum of these 
adjusted costs equalled the actual total cost. London was 
omitted from this adjustment, since here the significance of area 
is if anything in the reverse direction. 

The only justification for this treatment, apart from a priori 
arguments (which must always be viewed with a healthy sus- 
picion), is that when plotted to a base of maximum demand 
(figure not shown) the deviations of the individual points from a 
mean line through the origin are materially less than that of the 
unadjusted points shown in Fig. 2. This area variation may 
appear surprisingly small, but attempts to use a more highly- 
geared adjustment such as the square root of the area per 
megawatt gave greater divergencies from a straight-line law.* 


(2.5) Cost Formula 


In its simplest form, and omitting the adjustment for load 
density, the equation for the fixed assets is very approximately 
£36 per kilowatt of bulk-supply demand plus £15 per consumer, 
with a 20% increase in the case of the London Board. In full, 
the results can be expressed algebraically as follows: 


A ake + k2C 


Where A = First cost of fixed assets at end of year, £. 
D = Simultaneous maximum demand at bulk-supply 
points, kW. 
C = Number of consumers. 
The values of the constants are as follows: 
k, = 18 for London; 15 for other Areas. 
k, = 43-24 for London; 23-60 ~/(areaJMW) for all other 
Areas. 


When this formula is applied to each Area in turn the total 
for A agrees with the actual total of fixed assets, namely 
£679-61 x 10°. 


* The optimum index appeared to be somewhere between the cube root and the 
fourth root. 
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(2.6) Effect of Load Character and Distribution Voltage 


In comparisons between Boards having loads of widely 
different character there are obviously other capital-cost differ- 
ences besides those so far taken into account. Thus one Board 
may have a bigger proportion of low-voltage sales and this will 
involve a disproportionate investment on low-voltage mains. If 
mains expenditure were divided between high- and low-voltage 
distribution, it would be possible to compensate directly for this 
variable. It is doubtful, however, whether the extra complica- 
tion would be justified, and it seems preferable to regard this 
cost variation as being correlated to the consumer cost and as 
covered by the consumer-cost variation. Broadly speaking, low- 
voltage consumers are small consumers, and Boards with a high 
ratio of consumers to kilowatt-hours are likely to have a propor- 
tionally large expenditure on low-voltage networks. In other 
words, some of the capital costs which have been segregated 
above are what might be called ‘‘associated consumer costs.” 


(2.7) Effect of Power Factor 


One service factor has been entirely omitted from this survey, 
namely that due to bad power-factors. Usually, undertakings 
not only supply energy consumption and power demand, but also 
supply reactive consumption and reactive demand where this 
component is needed to excite the field of induction motors and 
transformers. This chiefly complicates the demand-related 
distribution costs, which are usually more closely proportional to 
kilovolt-amperes than to kilowatts. (The reason for not using 
kilovolt-amperes from the start in the present instance is, of 
course, that the bulk-supply demands are known only in 
kilowatts.) 

This factor could be fitted into the demand-related element of 
the criterion either from a knowledge of the power factors of 
the separate bulk supplies or by some comparison based on the 
ratio of industrial to non-industrial consumption in each area. 
This latter method, however, would bring other variables in its 
train, and in the paper power-factor differences have been 
neglected, any such adjustment being left for some Jater worker 
in the field. 


(3) ANNUAL EXPENSES: RELATION TO OUTPUT 


(3.1) Other Activities 


Items 2-20 of Table 2 show the overall revenue and expenditure 
account for the 14 Area Boards for the year 1951-52. The first 
step is to “‘hive off’’ the activities other than those of electricity 
distribution. For this purpose it is assumed that the net revenue 
from the sale of electricity (i.e. electricity income less bulk 
purchases), minus the net loss on the year’s operation, represents 
the true cost of electricity distribution (£84-76 x 10°). This 
involves deducting a sum of £5:905 x 106 from the gross 
expenses (item 19) in order that the accounts shall continue to 
balance. The assumption underlying this deduction is that the 
cost of activities other than the sale of electricity just equals the 
non-electrical income. * 

Some of the costs which should be deducted can be identified 
under the heading of consumer service [A. 8]. They comprise 
repairs and maintenance of hired equipment and public lighting, 
together with a pro rata share of transport and of the proportion 
of general charges. They total £4-813 x 106 (item 24) leaving 
a small unidentified residue (£1:092 x 105) still to be deducted 
(item 28), which is 1:272% of the total. It is reasonable to 


*The actual composition of this income is as follows: 


£ x 106 

Rentals of meters and apparatus Steer 
Income from public-lighting maintenance 1-547 
Surplus on contracting and sales 0-787 
Totaly. 5-905 
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Table 2 


AREA BOARDS COMBINED ACCOUNTS FOR 1951-52 


lem éxim | Sauce lt 
i 
Total fixed assets at the 3lst | 679-607 A. 16 || 
March, 1952 
Income from sale of electricity 253-643 Cx 
Purchase of electricity .. 5 170-211 
Net income available for distri- | 83-432 | 
bution 
Net deficit on year 1353 
Assumed cost of electricity | 84-765 | 
distribution | 
Statement of Costs | 
Depreciation 22-485 C. 1, line 1593 
Interest and financing 11-080 | Lines 3 and 24, 
Rents, insurances, etc. 1-023 Line 12 
Source in Fifth | 
Annual Report | 
Distribution cost (operation, | 22-042 | A.3andA.7 | 
repairs and maintenance) 1 
Sub-total (items 7-10) .. 56-630 
Meter reading, etc. 7-959 | A.3andA.9 |f 
Consumer service 10-189 | A.3 and A.8 
Rates payments 7-054 Gal, linens 
Administration and general 8-470 A. 10 
Training, system changes, mis- 0-368 
cellaneous interest paid less | 
that received 
Sub-total of common costs 15-892 
(items 14-16) 
ay total (items 11, 12,13 and | 90-670 
17 
Less assumed cost of other 5-905 
activities 
Net total = assumed cost as 84-765 
item 6 
Restatement of Costs Costs less 1:272% 
Sub-total related to assets 56-630 55-910 
(item 11) 
Meter reading, etc. (item oe 7:959 | 
LX 10 06 ! 
Consumer _ service 10-189 
(item 13) } 
Less cost attributable 4-813 5-376 
to other activities 
Sub-total related to consumers 13-335 13-165 ; 
Sub-total common (rates, 15-892 15-690 
administration, etc.) (item 17) 
Gross total (items 21, 25 and 26) 85-857 84-765 
Less cost of other activities addi- 1-092 
tional to deductions in item 24 
Net total as above 84-765 
Deduction for other activities Charges on assets 
1:092 (item 28) _ 1-272% of 55+910 (item 21) _ 8-227% of 
85:857 (item 27) —_— total costs | 679-61 (item 1) fixed assets 


assume that these non-electrical activities involve a small call 
on all the Board’s equipment and facilities, and a proportionate 
reduction of 1:272% is therefore made in each of the specifiedl 
cost items (final column of items 21-27). 


(3.2) Overhead Charges and Operation 


The final Stages of cost-relating concern the treatment of the! 
three totals in items 21, 25 and 26 of Table 2, namely those which| 
are assets-related, consumer-related and common. As regards 
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the total in item 21 (detailed in items 7-10), while these items are 
all assets-proportional the proportion is not the same throughout, 
and the question is whether a single average figure can be used 
without doing violence to the estimate. In other words, having 
divided the asset capital cost between demand and consumers, 
‘will a uniform percentage on this cost serve to divide the over- 
head charges between the two with sufficient accuracy for the 
present purpose? This question requires separate consideration. 


(3.2.1) Depreciation. 


The actual sums paid in depreciation (item 7) expressed as a ° 


percentage of the fixed assets (item 1) amount to 3-31%. By 
taking separately the assets cost related to consumers in Table 1 
and (by difference) those related to demand, and by allocating 
life estimates to each variety of asset as listed in Appendix 43 
of the B.E.A. Second Report, it is possible to calculate the 
weighted mean lives of the two totals. The results of this cal- 
culation are as follows (the percentages are on a straight-line 
basis, i.e. 100/life): 


Weighted mean Corresponding 
life percentage 
years Ye 
Consumer-related 24-0 4-16 
Demand-related 30-9 3-24 
Difference 0:92 
Overall 2127 3-61 


All these figures require to be scaled down so as to correspond 
to the actual overall rate paid of (3-31°%), which means that the 
difference between the correct rates for the consumer and demand 
groups is approximately 0-85%. 


(3.2.2) Interest. 

Since the interest payments made by the Authority are related 
to the various loans and cannot in any way be associated with 
particular groups of assets, it follows that there is no reason 
for using different rates of interest for different assets, and a 
single overall figure is the only possible basis of allocation. 


(3.2.3) Rents, Insurance, etc. 

This is only a small item in the total, and it is neither necessary 
nor practicable to attach it in different proportions to the 
consumer-related and the demand-related assets. 


@.2.4) Distribution Working Costs. 

The costs of operation, repairs and maintenance cannot be 
regarded as related to assets in quite so rigid a manner, since 
some classes of assets involve a bigger proportion of operating 
costs than others. The alternative would be to relate them in 
some way to maximum demand and/or consumers, but since 
the assets themselves are divided only into two groups, demand- 
related and consumer-related, there seems no valid reason to 
attach operating costs any more strongly to the one group than 
to the other, nor is there any quantitative basis on which such a 
differentiation could be based. The decision was therefore to 
treat operation and maintenance in exactly the same way as 
interest charges. 


(3.2.5) Final Result. 

The above items altogether amount to 8:227% of the assets 
cost (Table 2, item 21 and footnote). The foregoing examination 
shows that, strictly speaking, two separate percentages differing 
by about 0-°85°% and having a weighted mean of 8-227% should 
be used for the two groups of assets. This would provide a 
higher depreciation rate for the consumer-related assets, corre- 
sponding to their shorter mean life, and a lower rate for the 
demand-related assets. As in many other decisions, it is neces- 
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sary to choose between the rival merits of accuracy and simplicity, 
and in this case a uniform percentage has been used throughout. 
This will have the effect, mentioned in the footnote to Section 2.3, 
of weighting the scales very slightly in the direction away from 
consumer costs, but the effect would probably not be discernible 
in the fourth significant figure of the tabulated results. 


(3.3) Consumer-Related Expenses 


Just as in the case of the capital assets, certain of the expenses 
in the revenue account can be related directly to the number of 
consumers. This relating has been rendered very much easier 
and more precise by a rearrangement of accounts made in the 
Fifth Annual Report (1952-53 and retrospectively for the 
1951-52 figures). The new arrangement shows two groups of 
costs which can be regarded as wholly consumer-related, namely 
meter reading, billing and collection, and consumer service. 
From the latter is deducted the amount attributable to non- 
electrical activities, and the net total is given in item 25. 


(3.4) Common Costs 


It is usual to regard expenses such as administration as a 
common cost or burden not related to output in any way and 
therefore incapable of precise allocation. On critical examination, 
however, it will be found that there are hardly any non-output- 
related costs in electricity supply, provided that the term “‘output”’ 
is interpreted sufficiently widely. In most productive enterprises 
there are what are called “‘economies of scale,” i.e. if one enter- 
prise is twice as large as another (giving twice the output), its 
costs will usually be less than twice as great. But in modern 
electricity supply there are virtually no economies of scale. It is 
true that a large turbo-alternator or transformer is. more efficient 
than a small one and may cost less per kilowatt, but usually an 
expansion of power-station capacity is effected by installing 
more units of a standard size rather than larger units. Similarly 
with transmission and distribution, a reinforcement or additional 
line usually involves more units in parallel rather than bigger 
units. Moreover, with lines and cables, larger size does not (as 
with machines) mean a larger efficiency. As an overall result, 
the cost per kilowatt of a big supply system is not necessarily 
any lower than that of a medium-size system. 

What are commonly thought to be economies of scale are, in 
fact, merely economies of concentration, due, for example, to 
supplying more electricity to the same consumers or within the 
same area, whereas, if there is a corresponding increase in the 
number of consumers and area served, no such economy occurs. 
Broadly speaking, therefore, if an undertaking grows to twice 
its size in every respect, supplying twice as many kilowatt-hours 
and kilovar-hours, having twice as large a maximum demand 
and serving twice as many consumers spread over double the 
area, its costs will be twice as great. 

Rates are a case in point. Frequently treated as unrelated 
overheads, they are, in fact, levied on property according to the 
valué of the business carried on therein, which in this case is 
the supply and sale of energy, power and similar services. In 
view of the patent fact that in electricity supply the payment in 
lieu of rates is actually adjusted according to the energy sold, 
it would be absurd to regard rates as not being output-related. 

Even the element of management, which is generally regarded 
as a typical common cost since it cannot be related specifically 
to kilowatt-hours, kilowatts, etc., is roughly proportional to the 
size of the undertaking as a whole. It is noteworthy in this 
connection that when two adjacent undertakings are merged 
into one (or 550 into 15) there is very seldom any material 
reduction in the total personnel. 

This suggests that almost all the so-called unrelated or common 
costs and general overheads (excluding items like capital charges 
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on plant associated with particular functions) are, in fact, directly 
proportional to the whole body of output or service rendered. 
Since this output has been identified and measured under the 
three major service variables to which specific costs have already 
been related, it is only logical to attach the remaining (size- 
related) costs under the same three heads and to add them pro 
rata to the amounts which are already there. With some items 
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a greater precision could have been obtained, but again at the 
cost of simplicity. Thus, the payment in lieu of rates could) 
have been distributed according to the formula used in sharing| 
it amongst the Electricity Boards. An assay on these lines wag} 
made, but the effect was insufficient to change even the fourth}} 
significant figure of the results. | 

The treatment is shown in Table 3, items 20-22. The amoun | 


Table 3 


NATIONAL TOTALS 


Data and Assumptions 


Source* 
x 103 
Consumers, total .. [Appendix 5] 13 504 
Consumers, London [Appendix 5] 1 641 
Consumers, excluding London .. da) = @) 11 863 
Ea 108 
4 Consumer-related assets, London ae (2) x 18/1 000 29:54 
5) Consumer-related assets, excluding London (3) x 15/1 000 177-94 
6 Consumer-related assets, total (4) + (5) 207-48 
7 Fixed assets, total : [A. 16] 679-61 
8 Demand-related assets (7) — (6) 472-13 
MW 
9 Bulk-supply maximum demand .. [Derived Appendix 5] 12 816 
kWh x 106 
10 Bulk-supply net energy purchased [Appendix 5] 54 826 
11 Energy sold to consumers [Appendix 5] 49 708 
12 Energy lost in transmission and distribution (10) — 1) 5 118 
13 Loss ratio ‘ ne (12)/(11) x 100 10-29% 
£ x 106 
14 Bulk-supply cost .. re [ean 170-21 
15 Bulk-supply demand cost 4-125 x Q) 52-86 
16 Bulk-supply energy cost .. (14) — (15) Liie3S 
Schedule of Costs 
Energy-related Demand-related Consumer-related Total 
Source Cost Source Cost Source Cost 
eho £ x 106 £ x 10° £ xa108 
17 Bulk-supply cost oe (16) 117-35 | (15) 52-86 170-21 
18 Assets-proportional cost 8.227% of (8) 38-84 | 8:227% of (6) 17:07 55.9 
19 Directly consumer-related Table 2 (25) 13-17 13-17 
20 Sub-total directly related 117-35 91-71 30-23 | 239-29 
21 Proportions (approximately) 5 49% 88% 13% 
22 Common costs, Table 2 (item 26) 0:49 x 15-69 = 7:69 | 0°38 x 15:69 = 5°96 | 0-13 x 15-69 = 2-04 15-69 
23 Sub-total distribution (22) 7°69 | (18) + (2) 44-80 | (20) + (22) 3227 84-76 
d./kWh d./kWh d./kWh d./kWh 
24 Bulk-supply cost per kWh purchased .. 6) x 240 0-514 0-231 0-745 
25 Distribution loss on bulk-supply cost .. | (13) x (24) 0-053 0-024 
26 Distribution expenditure per kWh sold iB x 240 0-037 0-216 0-156 
27 Total distribution cost (25) + (26) 0-090 0-240 “0 156 0-486 
28 Grand total (24) + (27) 0-604 0-471 0-156 1-231 
29 | Total on functional basis 0-604d. per kWh sold | 22+ @3) _ 67 195.54, | 2) — £9 75, og, 
to consumers (9) (1) 
per annum per kW of | per annum per con- 
bulk supply sumer 


* References in square brackets are to the B.E.A. Fourth Annual Report. 


+ No data are available for the two components of the cost of bulk Mie eget in round brackets refer to items in this Table or in other Tables when specified. 


chased at £4 2s. 6d., the remainder of the cost being for kilowatt-hours. 


ies purchased from outside sources. 
Inter-Area-Board bulk transactions are excluded 


The present assumption is that all the kilowatts are pur- 
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of common costs requiring to be distributed, consisting of 
payment in lieu of rates and all administration and general 
charges which cannot be directly related, totals £15-690 x 106 
(Table 2, item 26). The total costs of supply (including bulk- 
supply costs) which can be directly related are in the approximate 
proportions 49% for energy, 38% for demand and 13% for 
consumers. The indirect allocations are then 49, 38 and 13 aol 
£15-69 x 106 respectively. 


(3.5) Effect of Distribution Losses 


The cost of all losses occurring beyond the bulk-supply point. 


‘must be regarded as a distribution cost, but it appears only 
when costs are expressed per kilowatt-hour. There is no loss 
expenditure as such in pounds, and the cost arises only because 
certain of the generation coal cost is dissipated in distribution, 
and the corresponding energy does not reach the consumer. 
There is a loss both in kilowatts and in kilowatt-hours, and hence 
there is an element of distribution cost due to losses in both the 
demand-related and the energy-related components. Since 
figures are not available for the demand loss, the calculation 
has to be made using the energy loss-ratio in both cases. 

As an example of the calculation, the mean bulk-supply running 
charge is 0-514d. per kWh purchased (Table 3, item 24). If there 
were no distribution losses, the cost per kilowatt-hour sold 
would be just the same, but owing to losses the denominator is 
reduced and the quotient becomes 0:567d. per kWh sold to con- 
sumers. The difference, namely 0-053d. per kWh sold, is therefore 
attributable to distribution losses. The difference can be cal- 
culated more accurately by multiplying the bulk-supply cost by 
the loss ratio (energy lost)/(energy sold). The same ratio is 
employed in finding the distribution loss on the kilowatt cost. 

The total costs are shown on two different bases in the last 

two lines of Table 3. It will be noted that the estimated mean 
consumer cost throughout the country is 47s. 94d. per annum. 
When adjusted for the assumed difference in consumer-related 
assets, this becomes 52s. 14d. for London and 47s. 24d. else- 
where (see Section 4.1.3). 


(3.6) Differentiation between Consumer Types 


So far, consumer costs have been taken as a single overall 
average as though the per capita costs were the same for all 
types of consumer. This is clearly not the case. With the con- 
sumers grouped into three main classes, namely domestic (plus 
farm), commercial, and industrial (plus public lighting and 
traction), there are the following prima facie reasons for expecting 
the second and third classes to have bigger consumer costs than 
the first: 


(a) Commercial consumers have on the average nearly four times 
as great, and industrial consumers nearly 120 times as great, a 
consumption per head as domestic consumers. Even excluding the 
very large consumers on special agreements, whose consumer costs 
are not appropriate for averaging, there are likely to be more 
administration and other costs per consumer in the latter groups. 

(b) There are approximately nine times as many domestic con- 
sumers as commercial, and over 70 times as many domestic con- 
sumers as industrial. It must be expected that there will be pro- 
portionally heavier expenses in dealing with a small group than a 
large one. 

(c) Commercial and industrial consumers will, on the average, 
occupy larger premises which are likely to involve longer service 
connections. Furthermore, 3-phase services of a given capacity will 
cost more per yard than single-phase services. : 

(d) Industrial consumers will usually require more expensive 
meters, and more frequent metering and billing, and there may be 
complications such as power factor which will affect the consumer 
costs. 


On the other hand, there is a certain difference in the opposite 
direction, inasmuch as many industrial and some commercial 
consumers are supplied at high voltage and make no use of the 
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low-voltage mains. Since a small proportion of the cost of 
underground mains is consumer-related, the domestic-consumer 
cost should on this score be slightly higher. 

The most obvious way of dealing with these variations would 
be by some system of weighting. A possible scheme is shown 
below, based on a ratio of 1 : 1-5 : 3 for domestic, commercial 
and industrial consumers respectively. (The London figures are 
taken as 10% higher in each case.) This weighting gives the same 
total costs as the single overall figure with the existing numbers 
and types of consumer. 


Possible Consumer-Cost Weighting 


Excluding London London only 


Overall average ; Ae a .. 47s. 24d. 52s. 14d. 
. { Domestic and farm .. 44s. Od. 48s. 5d. 

eee. t Commercial nL OOSaOds TPES, Tak 
q Industrial, etc. ..132s. Od. 145s, 2d. 


Obviously there is an infinite number of possible weightings 
which will give the same total, and the above is inserted merely 
for illustration purposes. 

The effect which such weighting would have on the cost 
allocation would depend on what variations there are throughout 
the 14 areas in the proportions of the different consumer groups. 
The proportion of the industrial consumers shows the biggest 
variation, namely from 0-3 to 2:5% of the total. (Somewhat 
surprisingly, the biggest proportion of industrial consumers is 
not found in the areas with the biggest proportion of industrial 
consumption. In fact, London, with a percentage industrial 
consumption less than half that of some of the more highly 
industrialized areas, has a ratio of industrial to total consumers 
nearly twice as great as that of any other Board.) The proportion 
of commercial consumers shows much less variation, namely 
from 8-3 to 12:0%. 

A weighting adjustment has not been employed in the present 
analysis for two reasons. First, the data for an accurate weighting 
are absent and any scheme such as that illustrated above would 
be largely empirical, although it might be possible to assign 
values for some of the specific cost differences. Secondly, the 
effect would only just appear in the fourth significant figure of 
the calculation. It will be realized that it is only the difference 
in proportions in the different areas which can affect the figures, 
since the overall cost total is already determined. 

Even if a heavy weighting is given to the industrial consumer- 
cost, it does not affect the figure greatly because there are pro- 
portionally so few of them. The commercial consumers are 
much more numerous, but their cost weighting would also have 
little effect on the cost allocation for two reasons. First, the 
weighting could not be very heavy, since the commercial 
consumer-cost would not so greatly exceed the domestic; and 
secondly, the differences in the proportions of commercial 
consumers between the different Boards are not very great. 


(4) APPLICATION TO INDIVIDUAL BOARDS 
(4.1) Procedure 


The foregoing method as used on the national totals is now 
applied to each Board in turn, using broadly the same procedure 
and in certain respects the same constants. The procedure is 
described below and is carried out in the lower part of Table 4, 
using the constants derived in the upper part. As before, all 
costs are expressed in pence per kilowatt-hour sold to the 
Board’s consumers. The source references in square brackets are 
to the Fourth Annual Report. The figures in round brackets 
refer to items in this Table or other Tables where specified. 
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Table 4 


CALCULATIONS FOR Two AREA BOARDS 


Item Element 


Total bulk-supply cost, £ x 10° .. 
Sales to other Area Boards, £ x 106 


Net cost, excluding inter-sales, £ x 10° .. 
Simultaneous maximum demand of net purchases, MW 


Total sales to consumers, kWh x 106 


Losses in transmission and distribution, kWh x 106 
Loss tatio, %.. as 
Bulk-supply power cost at £4: sy, eM 106 

10 | Bulk-supply energy cost, £ x 10° .. 

itil Number of consumers, x 103 

12 Area served, square miles 


13 Fourth root of area per megawatt 
14 | Annual charges on demand-related assets, £/kW 
15 Demand-related common cest, £/kW 


16 | Total annual costs, £/kW 


1 
2 
3} 
4 
5 Bulk-supply net purchases for sale to own consumers, kWh x 106 
7 
8 
9 


Energy-related costs per kilowatt-hour sold to consumers 
17 Bulk supply, d. 


18 Distribution loss on bulk supply, d. 
19 Common cost, d. .. 


20 Total, d. 


Demand-related costs per kilowatt-hour sold to consumers 
21 Bulk supply, d. 


22 Distribution loss on bulk supply, d. 
23 Distribution charges and common cost, d. 
24 Total, d. 


Consumer-related costs per kilowatt-hour sold to consumers 
DS Total 


London South-Eastern Source 
18-90 10-68 [C.1, line 6] 
0-11 0:34 [V(a) in Area Board Reports] 
18-79 10-34 CHGante) 
1 433 714 [Derived, Appendix 5] 
5 300 3 020 [Appendix 5] 
4 670 2 660 [Appendix 5] 
630 360 (5) — (6) 
13% 137, (7)/(6) x 100 
5:91 2:95 (4) x 4:125/1 000 
12-88 7°39 Cy) 
1 641 984 [Appendix 5] 
3 095 [Appendix 5 of Third Report] 
i W/{(12)/(4)} 
B56 2-80 1:94 x (13) (3:56 for London) 
0-46 0:46 
Semana BG (14) + (15) 
0-583 0-587 Sse Sensi) 
(5) 
(8) x (17) 
0-079 0-081 alias 
0-037 0-037 Table 3, item 26 
0-699 0-705 
(9) x 240 
0-268 0-234 Wee Bea Sandel 
(5) 
: (8) x (21) 
0-036 0-032 ee 
0-296 0-211 (16) 26 APS 240 
: weer (6) 
0-600 0:477 
0-220 0-209 (11)/(6) x 5664 for S.E. 
(11)/(6) x 62534 for London 


(4.1.1) Energy-Related Element. 

The running cost of the bulk supply is taken as equal to the 
total net bulk-supply cost less 4-125 times the simultaneous 
maximum demand of the net bulk supply. The division of this 
by the net energy purchased (i.e. for sale to the Board’s own 
consumers) gives the total running cost per kilowatt-hour pur- 
chased, and also per kilowatt-hour sold if there are no distri- 
bution losses (item 17). The energy-related element in the cost 
of distribution losses (item 18) is the bulk-supply running cost 
multiplied by the loss ratio for the particular Board. The energy- 
related share of the common cost of distribution (item 19) is 
taken as being the same for every Board and for the whole 
country, namely 0-037d. per kilowatt-hour sold to consumers 
(as in Table 3, item 26). 


(4.1.2) Demand-Related Element. 
The standing cost of the bulk supply (item 21) equals 4-125 
multiplied by the Board’s ratio of kilowatts of maximum demand 


to kilowatt-hours of bulk-supply purchase. The demand-related 
element in the distribution loss (item 22) is this standing cost | 
multiplied by the Board’s loss ratio. 

The demand-related assets per kilowatt of maximum demanal 
are obtained from the formula in Section 2.5, including the | 
adjustment for load density except in the case of London, and | 
the annual charges per kilowatt are 8-227°% per annum of these | 
assets as shown at the foot of Table 2. (Item 14: 23-60 x | 
8°227% = 1-94, which is then multiplied by the fourth root of | 
the area per megawatt. For London, the constant 43:24 x 
8-227% = 3:56.) The demand-related common costs are taken | 
to be the same per kilowatt of maximum demand in each Board 
and throughout the country. [Item 15: the total of £5-96 x 106 
(Table 3, item 22) divided by the aggregate maximum demand, 
12-81 x 106kW, equal £0-46d./kW.] The sum of these two 
annual charges (item 16) is then converted to pence per kilowatt- | 
hour by multiplying by the Board’s ratio of kilowatts of maxi- 
mum demand to kilowatt-hours sold to consumers (item 23) 
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1.1.3) Consumer-Related Element. 
The consumer-related assets are taken as £18 per consumer for 


ondon and £15 elsewhere. Annual charges are 8:227% of 2 See Rite BON eo mn aN. = ® S 
his, to which must be added the directly consumer-related costs 5 et jokes. “3e 
nd the allocation of common costs as follows. a rt 
Excluding London = A 
London only 93 BDOMOrM-ADOWOr ANY 
£ p.a./consumer £ p.a./consumer Re =X Soares sres y= 
Distribution charges at 8-227 on £15: 1:234 on £18: 1-481 > 
Directly consumer-related, Table 3, 0-975 0:975 =e 
(item 19)/(item 1) s & a5 
Common costs, Table 3 0-151 0-151 g8 | £3 Sees ee ee ee oo 
(item 22)/(item 1) glee | ox ee eo OO Oe 
=e ——< B= 6) e 
Total . . £2-360 £2-607 £ 
Total in shillings and pence _ x 47s. 24d. 52s. 14d. 2 
Qa 


The resulting constant is then multiplied by the Board’s ratio 
f number of consumers to number of kilowatt-hours sold (item 
5). (N.B. In some of the figures used in the above text the 
actor of 240 required to convert to pence is omitted for simplicity.) 


related 
8 
Table 4, 
(22) + (23) 


Demand- 


(4.2) Results 


The individual Boards’ results are displayed in Table 5, all 
igures being multiplied by 100. For comparison, the national 
igures are shown in the last line, taken from items 27 and 28 
n Table 3. As a check on the figures, the first three items 
vere added in each case and multiplied by the total energy sold 
yy the Board. The sum of these products minus the total 
3oards’ consolidated loss for the year equals the total revenue 
\otained from the sale of electricity. In other words, the fourth 
tem is merely the sum unaccounted for in the particular Board’s 
ase, and when these sums are weighted by the energy sold the 
otal (taking signs into account) is zero. 

In the last column the amounts unaccounted for have been 
xpressed as percentages of the distribution cost, since—the bulk- 
upply costs being precisely calculable—it is only in the distribu- 
ion cost calculation that any discrepancy should arise. This, 
owever, has the effect of exaggerating the magnitude of the dis- 
repancy. It will be seen that the largest single discrepancy is 21% 
f the distribution cost (9% of the total cost) and the figure is less 
han 5% in nearly half the cases. In other words, while there 
re very big differences in cost and therefore in selling price, 
anging from 0-97d./kWh in South Wales to 1-6d./kWh in 
wndon—a range of 65°%—the difference has been scientifically 
ecounted for in terms of specific cost elements except for 
iscrepancies of a very few per cent. 

Even these small discrepancies show a certain uniformity, 
ince all the excesses are in the south of England and the short- 
alls are in the Midlands and north. Besides the cost variations 
ecounted for in this calculation there would therefore appear 
6 be a slight geographical “drift”? which tends to make costs 
igher in the south than in the north. This geographical tendency 
3 well shown in Fig. 3, in which the discrepancies are plotted 
a the order in which the Boards are scheduled in the 1947 Act, 
yhich is roughly from the south of the country to the north. 
The crosses refer to 1951-52.) After allowance for the fact 
hat London has been given an artificial rating, but for which its 
int would lie far higher (see dotted arrow), the points lie 
oughly on a falling straight line from the southern to the 
orthern Boards. 

A basis has thus been established both for comparing the 
erformances and progress of different Boards and for splitting 
ip the costs of each Board into the energy, demand and consumer 
omponents. It will be seen that costs materially in excess of 
he calculated ones are indicated for the Southern, South 
Vestern, South Eastern, Eastern and London Boards (the latter 


Energy- 
related 
7 
Table 4, 
(18) + (19) 


6 
[A.5] 


Table 4 (6) 
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Net surplus 
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[C.1, 24] x 240 
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Table 5 
RESULTS FOR ALL AREA BOARDS 
Subtraction 


Discrepancy 
unaccounted for 
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Fig. 3.—Area Board discrepancies. 


Positive discrepancies indicate that the actual cost exceeds the notional cost, and 
negative discrepancies that it is less than the notional cost. 


x x » 1951-32. 
©) © 1@) 1952-53: 
A A A 1953-54. 


even after allowing for the “London weighting’). On the 
other hand, the two Scottish Boards and the Yorkshire Board 
have costs substantially below the calculated averages. The 
remaining Boards are all slightly under the calculated figures. 


(5) RESULTS FOR 1952-53 AND 1953-54 
(5.1) Method 


In the comparison of 1952-53 with the previous year, it will 
be seen that the aggregate maximum demand and the total 
fixed assets both increased by approximately 8% and the number 
of consumers by nearly 3°%. It follows that, however the assets 
are apportioned between demand and consumers, the quotient 
of assets per megawatt or per consumer can show only very 
minute changes. For convenience in recalculation, the assets 
per consumer have been taken as exactly the same as in the 
previous year, namely, £18 in London and £15 elsewhere. Such 
small changes as have actually occurred in the quotients are 
thereby all assigned to the assets per megawatt. A new formula 
was therefore developed corresponding to that in Section 2.5 
to fit the 1952-53 asset figures. A complete recalculation was 
then carried out on the lines of Tables 2-4, applying precisely 
the same methods to the 1952-53 figures, first for the whole 
country and then for the individual Boards. 

Since these calculations were completed, a further set of data 
has been made available, namely the Electricity Boards’ Annual 
Reports for 1953-54. This situation presented the author with 
a difficult choice. By using exactly the same procedure for this 
new year as that described for 1952-53 one could maintain an 
unbroken continuity in the three years, and if no future figures 
were ever to be used this would probably be the best (as it is the 
easiest) course to pursue. On the other hand, there are obvious 
dangers in applying a framework designed for 1951 to the figures 
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for 1953. If the process is to be continued in still later years, || 
framework will very soon show cracks or will have to be entin} 
recast. The final decision was to make a small break in || 
present year by assuming more up-to-date figures for the me| 
cost of consumer-related assets. 
Taking the major element, namely cost of services, the averd| 
cost of the services installed in the six post-vesting years has be 
£17 13s. Od. per additional consumer. There are no publist| 
figures for pre-vesting cost, but, presuming this to have be} 
in the neighbourhood of £4-£5 per service, it is obvious that, | 
the proportion of post-vesting expenditure increases, the mej 
cost per service must increase, and hence the consumer-rela‘) 
assets as a whole. |) 
The same a priori reasoning could be applied to the dematr} 
related assets, and since the total assets are known it mig} 
appear a simple matter to assume the same rate of increase jj 
both and of such a magnitude as to give the correct total. T] 
is not possible, because of the erratic nature of the denomina} 
in the case of the assets per kilowatt. With the other ti 
quotients, namely those relating to consumers and energy, ti 
difficulty does not arise. The number of consumers shows} 
fairly steady annual increase, and although the energy m 
fluctuate more widely, there are corresponding fluctuations | 
cost (on account of coal), so that the cost quotients vary fai} 
smoothly from year to year. But with the demand-related c 
the denominator is the maximum demand on the bulk-sup# 
system, which may fluctuate widely without any immedis 
correspondence in either the assets or the annual costs to 
industry. In 1953-54 the demand increased by 124%, largw 
because of an exceptionally cold spell in February, 1954, wh 
the total assets increased by only 84% and the energy by 64 
Any reasonable allocation of assets per actual kilowatt for t 
year would therefore show a decrease rather than an increal} 
Speaking generally, while costs per kilowatt-hour and per cd 
sumer are likely to show smooth annual trends, the costs aif 
assets per kilowatt will fluctuate with each year’s weather, a 
only the long-term trend is significant. 
For the present calculation the assumption was made that,] 
the figures for 1953-54 could be adjusted to 1951-52 weatt 
conditions, the demand would have increased in the same rai 


: > 6 \ 
as the energy increased; in other words, with a long-term weathif 


| 
| 
| 


years. A calculation then showed that a 7% increase in | 
two years in both assets per consumer and assets per equivaled 
kilowatt would just account for the actual total assets increaf 
Possibly the assets per kilowatt should increase at a fractional} 


fore greater rate of increase in the post-vesting proportion. 

final decision was therefore to assume a 63°% increase in t 
assets per consumer, giving a figure of £16 per consumer outsi/ 
London and £19 4s. Od. per consumer in London. 


(5.2) National Results 


Table 6 shows the results of the calculations for the count 
as a whole for the two years, and the percentage increase in ea i 
year. The upper portion shows the average make-up of t) 
selling price corresponding to Table 3, item 28, and the last lil 
of Table 5. The lower portion shows the costs on a functio 7 
basis corresponding to Table 3, item 29. 

It will be seen that the country’s overall cost per kilowatt ho} 
increased by 6°4% in 1952-53 and by 3:7% in 1953-54. Ti 
second figure was lower largely because the energy increased { 
nearly twice as great a percentage in the second year as in ti 
first without an (immediate) corresponding increase in many 
the costs. The increase in the components which make up t} 
overall cost are shown in the first three lines of the Table, and| 


BOLTON: A CRITERION OF DISTRIBUTION COST 


447 


Table 6 


NATIONAL Cost COMPONENTS FOR 1952-53 AND 1953-54 
a ee ee ee ee eee eae 


Component 1952-51 a ae 1953-541) ge Oe ee eke 

On energy-sold basis. d./kWh Oy, d./kWh 4 oy, v4 

Energy-related 0-638 Bd / 0-678 6-2 [acl 

Demand-related 0-512 8-6 0-514 0-4 9-0 

Consumer-related 0-159 2:1 0-166 4-3 6:5 

Total cost 1-309 6°4 1-358 3-7 10-3 

Net surplus .. 0-007 0-023 

Selling price. . 1-316 igs 1-381 4-9 12:8 
On a functional basis. 

Energy-related : 0:638d./kWh 532 7] 0:678d./kWh 6:2 12:4 

Demand-related (per ‘kilowatt of bulk supply) £7 18s. 84d. p.a. 4-1 £7] I2sn6ds pa. —4-0* 

Consumer-related (per consumer) £2 985 2d. pia. 2°9 £2 10s. 84d. p.a. 3°] 6=l 


* Decrease due to disproportionate increase in the maximum demand. 
f approximately 6%, and a two-year increase of approximately 104°% 


pace permitted these separate increases could be compared with 
he changes that have occurred each year in fuel prices and 
hermal efficiencies, plant prices and other cost items. The 
road picture is that the three groups of costs can be put in the 
der: energy, demand and consumers, both in their absolute 
alues and in their rates of increase. When expressed on a 
unctional basis the 2-year increases are approximately 12%, 
04 and 6% respectively, the figure for demand-related costs 
ing adjusted to comparable weather conditions. 

For reference purposes, Table 7 has been drawn up to show 
ertain changes in the two years. The first four lines are derived 
irectly from the Annual Reports, while the last two refer to the 
alculations of the present paper. Two of the major elements 
yhich make up the distribution demand-related and consumer- 
elated costs are the capital charges and the operation and 
jaintenance costs, and both of these can usefully be expressed 
s ratios of the assets cost. These ratios changed as shown in the 
ottom lines of the Table. It will be seen that capital charges 
Jaintain a fairly steady ratio with a slight upward trend. The 
perating cost shows a decreasing ratio to assets costs, but could 
ae assets have been expressed in kilowatt capacity rather than 
ost, the operating cost ratio would probably have shown an 


With equivalent weather conditions to those in 1951-52 there would have been an increase 


Table 7 
OTHER COMPARISON DATA 
[The costs (last three lines) are for distribution only.] 


Increase during 


First year | Second year} Two years 


Energy consumption 3 
Maximum demand on bulk supply 


Number of consumers 

Total fixed assets cost 

Capital charges as ratio of assets 
cost 

Operating costs as ratio of assets 
cost 


increase. (It follows from the much higher unit cost of new 
plant that the rate of increase of assets cost will be greater than 
the rate of increase of capacity.) 


(5.3) Individual Results 
Table 8 shows three lists of the Boards arranged in order of 


Table 8 
BOARDS IN ORDER OF DISCREPANCY 
[he figures are in ten-thousandths of a penny per kilowatt-hour and indicate how far the actual cost exceeds the notional cost, or by how 


much the excess has increased. 
indicates a performance above the average, and vice versa.) 


1951-52 1953-54 


Negative values therefore indicate a relatively low or reduced cost. 


A position above the gap 


Two-year changes 


1951 to 1952} 1952 to 1953 | 


S.E. Scotland 
S.W. Scotland 
Yorkshire 

N. Eastern 
Midlands 

E. Midlands 
N. Western 


S.W. Scotland 
S.E. Scotland 
Yorkshire 

N. Western 
Midlands 

N. Eastern 

S. Wales 

EB. Midlands 
Merseyside and N. Wales Merseyside and N. Wales 
Eastern 

S. Wales 

S. Eastern 
Southern 

S. Western 
London 


Eastern 

S. Eastern 
S. Western 
Southern 
London 


—389 
—224 
—201 
—64 
=i 


—139 
=147 


S. Eastern 
Southern 
Eastern 
S. Western 
N. Eastern 


80 
—119 ! 


E. Midlands 

Merseyside and N. Wales 
10 | Yorkshire 

18 | Midlands * a ner 95 2 
London 

N. Western 
S. Wales 
S.E. Scotland 
S.W. Scotland a 8 Sy 
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merit as measured by their discrepancies. In the first they are 
listed in the reverse order of their discrepancies in 1951-52. 
The second list shows the same thing for two years later. In the 
third they are listed in the order of their relative improvement 
or retrogression in 1953-54 over 1951-52 (figures in last column). 
The total change in the two years is made up of the two yearly 
changes shown in the two previous columns, which measure the 
relative movement each year over the previous year. The word 
“relative” is a reminder that in each year the discrepancy is 
calculated from the mean for that year, so that for the Boards 
as a whole there could not be any overall improvement or 
retrogression. In Fig. 3 the discrepancies in all three years are 
plotted in the order in which the Boards are scheduled. The 
chain-dotted line shows the straight line of best fit in 1951-52, 
omitting the London Board. 

The meaning of the figures in these three lists can be illustrated 
by taking a single example, such as that of the South Eastern 
Board which heads the third list. In 1951-52 (first list) this 
Board had an adjusted or ‘‘notional” cost exceeding the year’s 
average by 691 ten-thousandths of a penny per kilowatt-hour. 
In the next year its discrepancy from the year’s average was less 
by 139 and in the year following it was less by 389, a total 
reduction of 528 which put it at the head of the third list giving 
the 2-year changes. The discrepancy in 1953-54 was therefore 
691 — 528 = 163, as shown in the second list, although the 
improvement was not sufficient in this case to change its position 
in the list. 

No figures can usefully be given in the first two lists for 
London, owing to the arbitrary handicap in respect of assets 
relationship. The yearly changes, however, are just as sig- 
nificant for London as for the other Boards. For the sake of 
comparability the same handicapping was used in the later years, 
although actually London’s asset position has improved and 
would have justified a somewhat less favourable handicap. 
Whereas in 1951-52 it was necessary to assume 20% greater 
assets per kilowatt and per consumer in order to bring London 
into line with the remainder, the same effect could be produced 
in 1953-54 by an assumption of a 17% increase. 

The figures for the 2-year changes show that, in general, the 
discrepancies are lessening. Boards having high positive dis- 
crepancies in the earlier year have, for the most part, improved 
their performances, while those with high negative discrepancies 
(costs below average) have tended to show reduced performances. 
Put in another way, the chain-dotted line in Fig. 3 would have 
been less steeply inclined had it been drawn for 1953-54 instead 
of for 1951-52. While the trend for any particular Board has 
usually been uniform, notable exceptions were the Merseyside 
and the Yorkshire Boards, which showed opposite changes in 
the two years. 

When looking at these results it must be borne in mind that 
the index they portray is extremely sensitive. Out of the totals 
which make up the Boards’ selling prices, all but a very small 
percentage has been accounted for on technical grounds, and it 
is only these small discrepancies and their even smaller annual 
changes that are put under the microscope in Tables 6 and 8 
and in Fig. 3. 


(5.4) Summary of Changes 


The individual Boards’ cost increases result from two changes: 
(a) the increases* in each of the three component costs; and (b) a 
change (either up or down) in the discrepancy. The increase (a) 
is broadly the same as for the country as a whole and as shown 
in Table 6, adjusted for the particular Board’s technical charac- 


* Although in one year one of these changes was a decrease this was a fortuitous 
occurrence having no long-term significance, and in order to preserve the spirit of the 
argument the words “increase’’ and “‘up” are employed throughout this Section 
without qualification. 
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teristics such as the ratios of the demand and the number of ca) 
sumers to the energy sold. The change (4) in the various q| 
crepancies is shown in the second and third parts of Table} 
These figures can be explained by saying that, while the natioy| 
costs as a whole and therefore those of each Board have gone | 
on the average by the amounts shown in Table 6, the individ} 
Boards’ costs (adjusted for technical differences) have depar’ 
slightly from this average, and these departures have got woj 
in some cases and better in others. 


(6) SUMMING-UP 


(6.1) Definitions 


The following are precise definitions of the three quantit 
referred to here and elsewhere. All three are expressed in pet} 
per kilowatt-hour sold to consumers. | 


(a) Actual Cost as measured by the revenue from retail electric) 
sales, less the net surplus (or plus the deficit) divided by the enei} 
sold to consumers. ¢ 

(b) Notional Cost built up from the three functional compone3 
using the technique developed in the paper. 

(c) Discrepancy, namely (a) minus (5). 


| 
(6.2) Interpretation | 


The discrepancy can be interpreted in either or both of te 
ways. First, a discrepancy, whether positive or negative, nz 
indicate a shortcoming in the costing technique. This woul 
obviously apply when and to the extent that the discrepan 
showed a definite trend (as, in this case, a geographical o 
Secondly, a positive discrepancy indicates a bad mark, and 
negative discrepancy a good mark, for the Board concerned. 

When discrepancies for successive years are available an ew 
more useful interpretation becomes possible, since most of 
variables likely to confuse the results will then be eliminated. 
change to a smaller positive figure or a larger negative oj 
indicates that the Board in question has improved its econon 
efficiency relative to the other Boards, i.e. its change from | 
performance in the previous year has been better than tj 
average change of all the 14 Boards. 

There are two questions which a Board’s management may as 
namely are we operating at the highest economic efficien: 
which our particular circumstances permit, and how is il 
efficiency changing with time? The paper makes no atten ! 
at an absolute answer to the first question, but it does assist | 
obtaining a relative answer as compared with the other Board 
and, for the second question, as compared with other yea, 
The questions are at all times difficult to answer because of 
number of variables involved, e.g. bulk-supply cost of ener} 
and of power, the Board’s “output” in energy, power ai 
reactive components, in the number of consumers served | 
the differences of terrain. The paper is an attempt to compens ! 
for these variables. 

A particular application lies in plotting a Board’s progré 
from year to year or in estimating the overall effect of sort 
reorganization. It might take several years for the full resu 
to materialize, during which time the effect might be swamped | 
extraneous changes. On the other hand, immediate compariso 
with other Boards are vitiated by the wide differences in kW/kW 
consumers/kWh, area/kW ratios, etc. By the use of ti 
technique here developed, temporal changes are neutralize 
because the comparison is carried out on a basis of the mega 
values for that year throughout the country, and Board-tt 
Board variations in technical conditions are compensated 
by the economic calculus employed. What is left is a ve: 
sensitive index to the specific or essential economic efficiency. 
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(6.3) Scope of Achievement 


It will be well to clarify the results by stating precisely what 
yas and what has not been accomplished. The average costs for 
he country have been split into functionally-related components, 
ind from this has been calculated what each Area Board’s costs 
vould be if similar functional relationships were maintained. 
[he overall results do not in any sense say what electricity ought 
O cost, and if it were suggested, for example, that distribution 
hroughout the country costs more than it should, the paper 
vould adduce no evidence either way. 


The separate results, however, enable the Boards to be com- 


yared together. On the basis of the country’s average costs, the 
aper estimates what each Board’s operation should cost and 
xpresses this in pence per kilowatt-hour sold, allowing for all 
he known Area differences which could legitimately affect the 
ost. When this notional cost is compared with the Board’s 
ictual cost, a discrepancy either way indicates that some element 
n the service is costing more or less than it statistically should, 
ither because of a variation in the economic efficiency or 
yecause of some inevitable difference in the character of the 
upply for which the formulae have not provided. In any case a 
ubstantial (positive) discrepancy provides at least a prima facie 
ase for an examination to establish the cause. Thus, wherever 
‘osts exceed this allocated average the difference might be traced 
0 its source, e.g. disproportionately high capital costs. (As an 
xample of this, some correlation can be traced between the 
lepartures of individual Boards from the straight lines in 
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Figs. 2 and 3.) Another possible correlation (not studied here) 
would be with power factor. 

One might perhaps set one’s sights a little higher and suggest 
that the figures for the “‘best”” Area on this showing might well 
serve as a target at which the remainder should aim or show 
cause for not reaching. 


(6.4) Conclusions 


The conclusions to be drawn can be summarized as follows: 

It is possible to account for the differences in selling prices 
of the different Boards on a functional basis, except for a small 
discrepancy rarely exceeding 5-10°%%. 

The discrepancies of the 14 Boards show a marked geographical 
distribution, costs being higher than the average in the south 
and lower in the north of the country. This has long been known, 
but in the past has been difficult to measure. 

Individual departures from the average and from the trend 
can serve as the starting point for an attempt to analyse, and if 
possible to improve, the economic efficiency. 

Annual changes in the discrepancy figures form a sensitive 
index to changes in relative economic efficiency. 

In addition to these conclusions regarding cost totals, there 
are some useful conclusions regarding cost components, parti- 
cularly those for the country as a whole. While the principles 
of cost relating employed here involve nothing new, the methods 
used and the numerical results, such as those displayed in Table 6, 
are not without interest. 


DISCUSSION ON THE ABOVE PAPER 


Before THE INSTITUTION 3rd February, the SOUTHERN CENTRE, at BRIGHTON, 9th February, the MERSEY AND NorTH WALES CENTRE, 
at LIVERPOOL, 7th March, and the SOUTHERN CENTRE, at SOUTHAMPTON, 23rd March, 1955. 


Mr. C. T. Melling: The limitation of an analysis of Area 
3o0ards’ costs has been clearly stated by the author: namely that, 
mitting the special case of London, there are only 13 sets of 
ata. Having regard to this serious initial limitation the author’s 
best fit”? analysis has yielded interesting results. 

The other main limitation is that cost, although very important, 
; only one of several criteria by which Area Boards can be 
idged, others being: 

(a) Satisfactory supply to present consumers and extension of 
networks to supply new consumers. 

(6) Consumer service: advice on getting best value from electricity; 
facilities for obtaining modern appliances and wiring installations; 

Tepair service. 

(c) Load development and improvement of load-factor of system. 

(d) Good public relations. 

(e) Good employee relations, including satisfactory arrangements 
for wage and salary negotiations, joint consultation, welfare, safety, 
education and training. 

(f) Board’s organization in providing the above services. 

(zg) Board’s costs in providing the above services. 

(h) Board’s tariffs and other charges to consumers. 

(j) Board’s trading position as a commercial concern. 

Most of these criteria are qualitative, and consequently no 
ardstick can measure a Board’s overall merit. The paper is a 
aluable contribution to cost analysis; the assessment of merit, 
owever, would require a physical examination of each Area. 

In making a numerical analysis of capital costs the author 
as approached the problem from the very logical standpoint of 
lating costs to kilowatt-hours, demand and consumers, but in 
1e absence of other data he has been compelled to make 
rbitrary assumptions, some of which are open to qualification. 

The correction applied to demand-related capital costs in 
roportion to the fourth root of the Area serves only as a very 
ound approximation. Some of the Areas contain wide tracts 
f uninhabited land, mountain or moorland, where cottages and 


other premises requiring electricity are along valleys or in similar 
local groupings, whereas other Areas, although not homogeneous, 
contain no large tracts of country without premises requiring 
electricity. 

I agree with the author in Section 2.6 that the extra complica- 
tion of correcting for differences in.the ratio of kilowatt-hours 
sold to consumers on high and low voltage would not be justified 
in his analysis, since any such correction would be extremely 
difficult—or, indeed, impossible—because many low-voltage 
consumers, particularly in rural areas, take supply direct from 
the low-voltage side of a transformer. 

A serious limitation to analysis of costs at the present time is 
the effect of artificial conditions imposed by the scarcity of 
generating plant and distribution capacity and the effect of these 
on demand-related costs. Moreover, the basic year of the 
author’s analysis is not necessarily the best year to take, since 
the maximum demands tended to be lower than in neighbouring 
years owing to a mild winter. The effect of temperature and 
climatic conditions tends to be more marked in Areas with a 
preponderance of domestic demands rather than industrial ones, 
and this fact tends to vitiate the comparisons the author has 
shown in Fig. 3 and Table 8, because there a normal rate of 
growth is assumed. The comparison with other years, therefore, 
is dependent on the validity of the analysis in the first year, and 
further consideration is necessary to this climatic effect in its 
relation to the comparison of one year’s results with another’s. 

One of the main differences between Areas—and, in this 
respect, there tends to be a geographical distribution—is that in 
some, particularly in the South—industrial sales are a much 
smaller proportion of total sales than in others. As the per- 
centage of industrial consumers to total consumers offers no 
suitable basis for correction, no adjustment has been made for 
this. It is, however, this difference in consumer types, or rather 
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difference in types of supply, which forms a useful basis of 
comparison which has been used with some success. 

Domestic and commercial consumers involve a higher cost per 
kilowatt-hour sold than sales to industrial consumers, and one 
of the main differences between Areas is the ratio of domestic 
and commercial energy sold. This factor has been used by the 
Eastern Electricity Board as one to be regarded when analysing 
cost data, and Fig. A shows the distribution expenses per kilowatt- 


AREA BOARDS 


BOLTON: A CRITERION OF DISTRIBUTION COST: DISCUSSION 


for the wide deviation of points in these curves: number of : 
sumers per square mile; urban or rural districts; numbe | 
consumers supplied in the District; number of service cent} 
details of engineering work as affecting distribution cost, etc 

These curves are intended merely to illustrate another met] 
of approach to the problem of analysis. No single methoc} 
approach is adequate—even a combination of methods ca | 
result in an accurate assessment of merit—but, although 1 
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DOMESTIC AND COMMERCIAL ENERGY SALES AS PERCENTAGE OF TOTAL SALES 


Fig. A.—Distribution expenses (pence per kilowatt-hour) related to domestic and commercial energy sales, as percentage 


of total sales. 
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DOMESTIC AND COMMERCIAL ENERGY SALES AS PERCENTAGE OF TOTAL SALES 


Fig. B.—Administration, consumer service and collection, etc., costs (pence per kilowatt-hour) related to domestic 
and commercial energy sales, as a percentage of total sales. 


hour (corresponding to Item 10 of Table 2 in the paper) plotted 
against this factor. It discloses the geographical difference in 
costs, all the five Boards in the South of England having high 
percentages of domestic and commercial to total sales. 

Fig. B shows administration, consumer service, meter reading, 
billing and collecting costs, and individual aspects of these totals 
have been examined by the same method. 

The same relationships of District costs in the Area are shown 
in Figs. C and D. There are many physical reasons to account 


60 70 80 90 100 


Year: 1953-54. 


cannot apply a simple yardstick, these comparative analy 
provide a rough guide as to which Districts appear capable - 
improvement in the economic sense. Frequently, a detaile 
physical examination provides justification for higher costs 
similarly, may provide justification for further improvemer 
where the costs are already low. I think it is in the pin-pointia 
of matters to be examined that the true value of such bro 
cost-analysis lies. 

Of course, in making analyses of District figures it is not possi 
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Fig. C.—Distribution expenses (pence per kilowatt-hour) related to domestic and commercial energy sales, as a 


percentage of total sales. 


Year: 1953-54. 
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DOMESTIC AND COMMERCIAL ENERGY SALES AS PERCENTAGE OF TOTAL SALES 


Fig. D.—Administration, consumer service and collection, etc., costs (pence per kilowatt-hour) related to domestic 


and commercial energy sales as a percentage of total sales. 


o bring into account the capital costs because allocation of 
apital among Districts is of very arbitrary consequence, and 
indoubtedly there is some interplay between capital costs and 
dministration costs, e.g. as investment in improved plant and 
nachines helps to reduce operating costs. 

These detailed difficulties are to be expected in a complex 
ndustry supplying a variety of needs under widely differing 
onditions, and while I do not think that the author’s method 
rovides the answer we are all seeking, it does suggest a further 
aluable line of approach. I hope that with the analysis of 
urther data year by year it will be possible by this and similar 
1eans to provide a measure of assessment which will enable the 
eveloping industry based on sound consumer service to check 
S various elements, one against another, in order to achieve an 
ven higher operational efficiency than now obtains. 


Year: 1953-54. 


Mr. T. G. N. Haldane: It occurs to me that perhaps the 
assumption that the formulae for the consumer-related and other 
items of cost are linear may not be correct. There seems to be 
no definite reason why they should be linear, and they may be 
of some much more complicated character. 

Again, the author has stated that his analysis is not complete 
and has pointed to various factors which might have to be taken 
into account, and perhaps ought to be, in a final analysis, and 
so one wonders whether the relatively small discrepancies which 
have emerged in the analysis might not disappear completely in 
a final analysis if pursued to the ultimate. 

I considered these various criticisms, but I must say that I came 
back to the view that the author has at least given an approximate 
yardstick for comparing distribution costs in the various areas, 
and we are left with the very interesting geographical effect for 
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which naturally we should like to find some explanation. I 
think that the geographical effect must be regarded as something 
real; I do not think it likely that a more detailed analysis would 
get rid of it. 

The author has been careful not to commit himself as to the 
probable reasons for this geographical effect, but I also notice 
that the discrepancies as a whole are tending to disappear as time 
goes on. They were greater in 1951-52 than in 1953-54. It 
makes one wonder whether this geographical effect, this dif- 
ference between north and south, is due to something historical, 
some effect which existed at vesting date but which is gradually 
disappearing as time goes on. It will not be possible to be sure 
about that until, with the passage of time, many more figures are 
available and we see what happens in the years to come. It may 
be that in 1947 the situation in the south was on the whole less 
satisfactory than it was further north. The conditions were 
certainly rather chaotic in the south. Attempts were made to 
deal with this position prior to 1947, and it was largely the failure 
of these attempts that led finally to the 1947 Act. The position 
in the north was not very satisfactory either, but it may have 
been on the whole slightly better than in the south. J am there- 
fore left with the idea that possibly the Area Boards inherited 
certain differences between north and south, and that that 
accounts for the present discrepancy, which is gradually dis- 
appearing as time goes on. 

If there is anything in that theory, I think that it would be 
repaying to make a very careful examination of the two Scottish 
Areas, which come at the extreme of negative discrepancy. In 
that connection, I should like to ask the author whether figures 
cannot be obtained also for the North of Scotland. There we 
have another Area of a very different character, and, if figures 
can be obtained, it would be useful to see whether his formula 
works in such conditions. 

Like Mr. Melling, I cannot bring myself to accept the author’s 
argument, in Section 3.4, that size has no effect. It seems to me 
that general knowledge of distribution points in a different 
direction, and I think that size must have an effect. I am pre- 
pared to believe, however, that in comparing the different Areas, 
all of which are of large dimensions, size does not matter much, 
because they are on the flat part of the curve when change of 
size is not very important. If, however, we were comparing a 
Board’s Area with that of one of the small undertakings which 
existed before 1947, I think that size would be an important 
factor. 

Whatever doubts there may be about the ultimate accuracy of 
the author’s analysis, I think that he has taken a very important 
step in trying to find a criterion for the comparison of distribution 
costs, and I sincerely hope that it will inspire others, and the 
author himself, to pursue this matter further and try to clarify 
some of the intriguing problems arising from the paper. 

Mr. D. P. Sayers: I regard the paper as a piece of mathematical 
ingenuity which seems to produce more or less the correct 
answers, but I disagree with the author’s comment, in the first 
paragraph of the Summary and elsewhere in the paper, that such 
matters as load factor and sales per consumer are largely outside 
the Board’s control. On the contrary, I suggest that these 
matters reflect very closely the way in which the Boards, and 
their predecessors, have conducted their business in the past; 
and I hope that the author will agree with me, for the benefit 
of the younger members in the industry, that future results will 
depend very largely on their efforts to-day, and we must not 
accept a passive attitude to these matters. 

In the Introduction we find the dictum that ‘“‘measurement is 
the essence of knowledge.” I would emphasize that measure- 
ment is an essential tool in the creation of knowledge, but not 
an end in itself. There is too great a tendency nowadays to 
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as much art as science, and it is the duty of the engineer not j 
to accept facts passively, but actively to exert his powers | 
discernment, discrimination and judgment if those facts are} 
be applied to get the best results. 
Reference is made in Section 2.1 to higher site values justify! 
special treatment of London. Are site values in London seve} 
times those in Birmingham? Idonotthinkso. The implicatil 
seems to be that distribution in the city is more expensive th] 
in the rural area, but this is quite contrary to the general 
accepted view. : 
I am very interested in the results in Tables 3 and 4, aj 
paiticularly in the allocation of fixed costs between demar; 
related and consumer-related items. In the national average | 
Table 3 the consumer-related costs work out at about one-quarj] 
of the fixed costs, or 12° of the total costs of supply, while} 
Table 4 the figures for the South Eastern Board are higher, , 
roughly one-half and 15% respectively. In Bellamy’s pag 
presented at the Power Convention last year* there is an anal 
for housing estates in which the consumer cost was 12-33%, 
the total cost of supply; in an analysis of the Birmingham undi 
taking made in 1945 I estimated a figure of 19% in respect | 
all l.v. supplies. All these figures hang together fairly well a} 
have an important bearing on tariff construction. 
I am interested in the variation of distribution costs frof 
North to South. The same variation has been found in ¢ 
Divisional costs of generation. 
Mr. G. O. McLean: Whilst I admire the author’ Ss courage 
presenting this paper, since whatever his results he is bound 
upset a number of people, I disagree completely with his cai 
clusions. I want to put forward an alternative criterion whi 
I hope to prove is superior to the author’s. 
It is widely held that management ability when graphed as 
frequency distribution would follow a normal curve (in 
i 
i] 


statistician’s sense of the word)—i.e. a Gaussian curve. I 
that distribution efficiency, resulting from management abili# 
should be examined on that basis. I thought about it a go 
deal, and as preliminary proof of my theory I took the operati4 
efficiencies of generating stations. The operating efficiency | 
the ratio of the maximum efficiency attainable according to t 
cycle of conditions in the steam power station to the therm 
efficiency actually obtained. 
If we plot as a frequency distribution the operating efficienci 
of all the power stations in England, Fig. E shows the resu 
obtained, where (a) represents those that ran less than half t! 
number of hours in the year, and (5) those that ran the fi 
number of hours. 
Gaussian type. 
If that was true of generating station efficiencies, why shou 
not it be true of distribution operating efficiencies? I therefo 
tried to obtain a formula which would, when plotted, give 
a Gaussian distribution curve. As statisticians know, the simr 
check for a Gaussian or “normal” curve is to plot cumulati} 
frequencies on probability paper until a straight line is obtainet 
It is desirable to work with a large “population,” so that it | 
no good considering only the results of the 14 Area Boards. | 
therefore went to the pre-war Electricity Commissioners’ retur? 
and took 1937 as a year without any bias. To obtain a god 
sample to work with, and a random sample, I took every thii 
undertaking in the alphabetical list and so obtained 194 rando 
selected guinea pigs. 


I made several attempts to find a formula for distributic 


| 


It will be seen that both curves are of dl 


* BELLAMY, D.: “The Development of the Domestic Load at Home and 
Proceedings of the British Electric Power Convention, 1954, p. 249. ne Oat 
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Fig. E.—Steam power stations: 1952-53. 
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Fig. F.—Efficiency ratios on probability paper. 


98 99 


eration efficiencies which gave a straight line, and Fig. F shows 
e plots of the 194 undertakings with my final trial formula. I 
msidered that that was near enough to a straight line. (The 
7 end points are a little off the line, but they were explainable.) 
therefore accepted the formula which gave me that line. 

Fig. G shows how the 194 results show up on a frequency- 
stribution curve. It will be seen that the curve is very nearly 
aussian. (The missing tail at the front end can be explained 
7 the fact that people who got very bad efficiencies were dis- 
arged, while those who obtained high efficiencies were pro- 
oted and went to a bigger undertaking.) That result was 
stained from this formula: 


0-27D + 0:0272) 
PO :8C -- 540 


i re Actual costs (£) 


P is a factor which the author has left out altogether, but 
r. Melling introduced it and proved my point; it is the popu- 
ion factor, and it varies from 1 to 1-2, ie. by 20%. C is the 
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Fig. G.—Frequency chart of 194 efficiency ratios (McLean formula). 


number of consumers and D is the number of domestic kilowatt- 
hours, or non-industrial kilowatt-hours, while J is the industrial 
kilowatt-hours. I divide the numerator by the actual controllable 
costs, i.e. distribution plus administration and consumer service 
and annual capital charges, ignoring energy costs, and so we get 
the operating efficiency. 

Table A shows the results for two years used by the author. 


Table A 


COMPARISON OF AREA BOARD EFFICIENCY RATIOS 


1951-52 1953-54 


Area Board ] 
McLean 
ranking 


McLean 
ranking 


Bolton 
ranking 


London .. ore 14 
South Eastern e c 12 
Southern .. a5 : a 
South Western 6 
Eastern is 
East Midlands 
Midlands .. 
South Wales 
Merseyside and 
North Wales 
Yorkshire .. 
North Eastern 
North Western 
South East Scotland 
South West Scotland 
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I have called the second column the McLean ranking, to compare 
with the Bolton ranking in the third column. For both years, 
bell-shaped (Gaussian) curves result, which is correct according 
to statistical (probability) theory, whereas the author’s results 
have a geographical bias, which is mainly due to energy costs, 
which are outside the distribution undertaking’s control. 

Dr. F. T. Chapman: As a member of a Consultative Council 
it seems to me that the author has set about the writing of the 
paper in a very logical manner, applying the right principles. 
He has made a number of arbitrary adjustments which in future 
years he may desire to alter, and I believe that the results will 
have to be very carefully interpreted, since he intends to use them 
to compare the commercial performances of different Boards. 
I have no doubt that he and the Central Authority will interpret 
them correctly, but members of Consultative Councils and the 
public in general might be seriously misled if these figures were 
issued to them, and I hope that nothing of this kind will be 
published in the Central Authority’s Annual Report for some 
years to come, because, like Mr. Haldane, I believe that figures 
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thus calculated would show considerable changes in the next 
five to ten years. 

There are factors which the author has not been able to take 
into account. I am referring to certain features in the circum- 
stances of the individual Boards which affect the related costs 
in a somewhat haphazard fashion. Some Boards, for instance, 
particularly in the South, took over miscellaneous undertakings 
of which a proportion were under-capitalized while others were 
inefficient. In the first case, the capital costs—the notional 
historical costs—are low, but the Boards concerned have taken 
over with these particular undertakings a future liability for 
reinforcement and replacement which is likely to put up their 
capital costs very considerably in the next five or ten years. In 
the same way, some Boards took over a relatively large proportion 
of comparatively inefficient undertakings. The Boards con- 
cerned got to work on these, reorganized them and reduced 
their costs, so that in the first years of nationalization they have 
been able to show a decreasing discrepancy. 

Those Boards which have not inherited undertakings where 
marked improvement in operating costs has been possible may 
suffer undeservedly from comparisons made as in Table 5 and 
Fig. 3 of the paper. Hence I deprecate the general publication 
of such statements until sufficient time has elapsed to ensure that 
the Boards can be fairly handicapped. 

Meanwhile, however, I think a useful purpose can be served if 
a suitable criterion for comparison can be developed for use by 
the Boards themselves, and for this the author seems to provide 
a useful basis in his paper. 

Mr. R. F. Richardson: My chief difficulty with the paper is in 
conceding that the demand-related costs considered should ulti- 
mately be used as a criterion in the measurement of the efficiency 
of the undertaking. Such a cost component is at the mercy of 
the Board’s maximum demand in any particular year, whereas 
in fact the Board’s efforts and its capital expenditure are mainly 
proportional to the potential demand on the system. As an 
example, if the calculations relating to the South Eastern Board 
in Table 4 of the paper are recalculated assuming a load factor 
of 42% instead of 48 %%, the discrepancy unaccounted for becomes 
4-1 instead of 6-9, and the position in the author’s “League 
table,” ;Table 8, changes considerably. It seems, therefore, 
that any formula which relies on these fortuitous year-to-year 
figures in measuring the efficiency of an Area is extremely 
dangerous. 


Table B 
CHANGES FOR YEAR 1953-1954 over 1952-53 


Change in 
load factor 
(previous year 
= 100) 


Deviation Change in 

from average |deviation from 
change in author’s 
load factor notional cost 


South Eastern 

Southern 

Eastern ne oe ag 
Merseyside and N. Wales. . 
South Western .. 3 
North Eastern 

London 

Midlands 

North Western 

East Midlands 

S. East Scotland 
Yorkshire .. 

South Wales : 

S. West Scotland .. 


0 BWIWBKRWNIAUIDCGASH 
VWNAUND=|=COANA Qew 


National average .. 


BOLTON: A CRITERION OF DISTRIBUTION COST: DISCUSSION 


Table B demonstrates the error of the assumption that the lq) 
factor of any particular Area varies at the same rate as 
national average. 
shown for each Board the changes in load factor for 19534} 
compared with those in 1952-53, which is taken as 100. 1) 
national average load-factor fell by 4-9% in 1953-54 compaij 
with the previous year. In the third column the deviation fr¢ 
this average change for the South Eastern Board was —7:4 
because in that year the Board’s load factor fell from 48 % to 42} 
It is shown at the opposite end of the scale to the South Wi\| 
Scotland Board, which in the same year improved its load fac} 
and had a positive change to plus 6:2%. I think it would | 
agreed that there is a marked correlation between the deviatiq 
from the average change of load factor in column 3 and jj 
“discrepancy” in the author’s notional cost in column 4— 
which good and bad marks are awarded. 

Economies flowing from concentration and intensity of ind) 
trialization have been mentioned by previous speakers. I wi 
only to add that if the fourth-root correction factor (Section 2] 
is applied to the South Wales Board and the Southern Boa} 
(incidentally two totally dissimilar Areas) almost the same fact 
is obtained—an obviously inadequate correction. 

I have examined the effect of power factor as suggested by f 
author (Section 2.7), and find that the power factors of the t7 
Scottish Boards (shown in the paper as having the hig | 
negative discrepancies) tend to be the same as, or even high 
than, those of the Boards in the South of England which hai 
the maximum positive discrepancy so that no improvement wou 
appear to result from this correction. i] 


whereby the Boards with the highest energy costs in the fil} 
column become in the final column those with the best pd 
formance. This leaves me with the suspicion that for the mome 
at any rate this is an inadequate basis on which to compare ti] 
relative economic efficiencies of the Area Boards, particulaal 
since the quality of consumer service and similar qualitatij 
factors are not taken into account. It is possible, however, th} 
the method suggested could form a basis of comparison fox} 
particular Board from year to year provided the various facta} 
to which I have drawn attention are taken into account. 

Mr. G. T. T. Rheam: In producing his yardstick the aut 
has made a number of assumptions and adjustments, but | 
seems to have taken no account of two important factors, namd 
(a) the ratio of the industrial load to the domestic load, al 
(6) load factor. Although the demand-related costs may |] 
higher for the individual industrial consumer than for ti 
domestic one, the cost of supplying, say, 1000kW of load | 
industry is much less than that entailed in supplying the sari 
load to domestic consumers, and this should be taken i 
consideration. 

If we take the two extreme cases, we find that in the Soul 
Eastern Area the industrial load was 40° less than the domest 
load, whereas in South Wales the industrial load was six ti i 
the domestic load. | 
Similarly, in 1953-54 the load factor of the South Easte4 
Area was about 41%, and that of South Wales about59°%. | 
is not possible to compare properly demand-related costs (whi 
correspond to fixed costs) when they are expressed in pence pi 
kilowatt-hour unless they are first reduced to a common loall 
factor basis. 

Turning to the author’s own calculations, he has made! 
correction for area in order to allow for rural districts. E 
correction does not seem to be logical, because, in some cas¢ 
considerable areas of relatively uninhabited land will be include 
A correction based on total mileage of transmission and d- 
tribution lines per megawatt, or on population per megaw 
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f load, would seem to be better. The population basis would 
ike into account the potential consumers who have still to be 
ipplied, and is therefore, I suggest, the better basis. 

These, however, are points of detail. The important question 
, Does the author’s procedure result in a yardstick by which 
is possible to judge accurately the performance of the different 
tea Boards? Fig. 3 may give a clue to this: from it we see that 
te rural areas have all substantially improved their performance 
ver the three years, whereas with one exception the position 
f the industrial areas has deteriorated. Can this be correct, 
hen it is borne in mind that in 1953-54 the load factor of the 
iral areas deteriorated to a greater extent than did that of the 
idustrial part of the country? Unless there is some logical 
splanation for the contrary results in the south and in the north, 
1ere must be something wrong with the method which the author 
as deduced. 
The consumer—who, after all, is important—is not going to 
xe any yardstick of this sort. He judges the performance of 
Board by the level of its tariffs, the reliability of its supply, the 
vice which it gives, the courtesy of the staff, and the avoidance 
f delay in dealing with inquiries and complaints. 


Table C 


THE “‘CRITERION”’ SIMPLIFIED 


N = “Notional” costs (excluding cost of losses). 
L,, = “Notional” cost of losses. 
_A = Actual distribution costs, as defined in the paper, but 
excluding losses, and taken from annual accounts. 
_L, = Actual cost of losses. 


A—-N+(,=L,) 


100 
NESE 


“Discrepancy” = 


DETAILED CALCULATION 
Notional Costs: 
Energy-related Costs: 
Common costs, at 0:037d. per kilowatt-hour sold. 


Demand-related Costs: 

Distribution charges, at 8-23°% of £23-6 x +/(Area/ 
maximum demand)* per kilowatt of maximum 
demand. 

Common costs, at 0:46d. per kilowatt of maximum 
demand. 


Consumer-related Costs: 
Distribution Charges, at 8-23% of £157 
per consumer 
(£1-23 per consumer). 
Directly consumer-related costs, at 
£0-975 per consumer. 
Common costs, at £0-151 per consumer. 


2 ONDEL 
consumer. 


Cost of Losses: 


B = Actual cost of net bulk supply. 
W,, = Energy purchased. 
W, = Energy sold. 
Pry ayy 
r, = Actual loss ratio, —?~_— 
W, 

Notional loss ratio, for aggregate of Area Boards, 0-093. 
“Dj eA eee ia (1, 02099) 5, 

iscrepancy = NW 0-093B 


* London, £43-24. + London, £18. 
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Finally, I disagree entirely with the author’s contention that 
load factor is of no concern to the Board: the improvement of 
load factor and the reduction of peak load should be one of 
its main concerns and a measure of its commercial efficiency. 

Mr. P. Schiller: One of the merits of the paper is that it brings 
out the importance of asset-related consumer costs, which used 
to be neglected—even by the author—until not so very long ago, 
when only what he now calls “‘directly consumer-related costs” 
(metering, billing, etc.) were allocated ‘‘per consumer,”’ whereas 


the whole of the remaining fixed costs were allocated on a 


kilowatt basis, thus giving misleading cost allocations. The 
asset-related item is chiefly associated with the l.v. distribution 
system, and the author’s allocation on the basis of total con- 
sumers works, because, although up to two-thirds of the total 
energy sold by some Area Boards is supplied direct from the 
h.y. system, the consumers concerned represent less than 1% of 
the total number. Apart from the variation in the proportion 
of such supplies, there is also the variation in the proportion of 
underground mains, and one of the reasons why the London 
Board shows relatively high costs is no doubt that it has practically 
no overhead lines. 

I consider the amount of £15 per consumer used by the author 
as still too low. Some £10 of it is due to meter and service- 
connection alone, whereas about 70°%—not 30% as in Table 1— 
of the cost of I.v. mains should be regarded as consumer-related. 
However, I should like to concentrate on the principal object of 
the paper, namely to establish a criterion of distribution cost in 
the form of the discrepancy between the actual costs and com- 
puted “‘notional’”’ costs. Here the author seems to lose himself 
in a maze of unnecessary complications, by expressing all costs 
on a per-kilowatt-hour basis. 

Table C shows what I think is the gist of the author’s method. 
For the individual items, figures used by him have been taken. 
The whole calculation of the “discrepancy” is thus very much 
simplified. 

It is also unnecessary and misleading to include the bulk-supply 
costs, for they are roughly twice as high as the distribution costs 
with which the paper is concerned, and the relative magnitude 
of the ‘“‘discrepancies” is thus reduced to about one-third. The 
ordinates of Fig. 3 should be, not pence per kilowatt-hour, but 
the percentage values of the last column of Table 5, which vary 
between — 21% to + 13-6%, covering a total range of nearly 


DISCREPANCY, d./kWwh 


Fig. H.—Geographical distribution of discrepancies, 1951-52. 
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PER CENT 


Fig. J.—Geographical variation of the percentage of total consumption 
taken by industrial consumers. 
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Fig. K.—Geographical distribution of industrial load density. 


35%. This variation cannot be interpreted as a variation of 
economic efficiency, and it is difficult to see what the dis- 
crepancies do show—except, perhaps, how much still remains 
to be done to improve the methods of cost analysis and 
comparison. 

They may, however, serve a useful purpose in assessing year- 
by-year changes in performance, as illustrated in the right-hand 
portion of Table 8, although I am not quite sure whether the 
same object could not be achieved more simply by dividing the 
distribution cost (in the sense of the paper) of each Area Board 
by the number of kilowatt-hours sold, and considering the year- 
by-year change, in the individual deviations, or “discrepancies,” 
from the overall average. 

Mr. E. J. Whitcher: I doubt the validity of the results of 
Table 8. Figs. H, J and K illustrate the geographical distribution 
of the industrial consumption and the average size of industrial 
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Fig. L.—Geographical distribution of the average service cost pf 
consumer, for the electricity-supply industry. 
Average = 54. 


Fig. M.—Geographical distribution of the average service cost 
consumer, for the gas-supply industry. 


consumers’ loads, factors already mentioned by previous speake 
as providing possible explanations of the discrepancies of Table } 

Figs. L and M indicate that a similar north/south “‘cost clima 
applies in certain respects to both the electricity and the gi 
industries, and I think that if these and other factors w 
properly considered the results would be very different. 

The author’s formulae and procedure are cumbersome ai 
unpractical because they deal in unreal or notional costs, and tl 
influence of possible action by improved management could n 
readily be determined. 

Lastly, the need for arbitrary weighting by factors as large 
20% “‘to bring London into the picture” is in itself sufficient 
cast doubt on the formulae, and in view of the important iss 
suggested by the title I hope that members are convinced, ast 
am, that the author’s criterion does not enable Boards to | 
usefully compared. 
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Mr. S. F. Osborne: Although the importance of keeping dis- 
ribution costs as low as possible is appreciated, commercial 
erformance cannot be judged by “Success in keeping distribution 
osts per kilowatt-hour to the lowest possible figure,” particularly 
"such success were achieved by an increase in the sale of energy 
t a price insufficiently high to cover all costs. 

Load factor and sales per consumer are by no means outside 
1e control of the Boards. Both these—particularly the latter— 
an be improved by planned development, but as the author 
iakes adjustments for these factors full credit is not given to 
1e Boards which attempt to improve them. 

There are two discrepancies in other adjustment factors. 

The adjustment for area served should be based on area served 
nd not on authorized area of supply, since some Boards have 
ast areas which are not at the present time supplied and over 
thich it is probable that supplies will never be justified. 

On the question of capital expenditure, figures which have 
een taken presuppose a uniform accounting system. Although 
re now have a reasonable measure of uniformity in all Boards 
iis certainly did not exist before vesting day, and book values 
oO not by any means represent the present value of physical 
ssets. Discrepancies arising from this are not eliminated merely 
ecause the efficiency is judged on the two-year changes, since 
ome Area Boards have inherited a large number of under- 
akings with obsolete networks and heavy expenditure in future 
ears; to improve these without securing a corresponding increase 
1 number of consumers or the energy sold would reduce their 
fficiency according to the author’s yardstick. 

Mr. R. Baldwin: I should like to refer to some work which was 
ublished in 1951 which attempted to find the reason why the 
outhern Boards should have higher costs per kilowatt-hour than 
aose in the north. It was felt that the answer may be in the 
iffering range of ratios of non-industrial to industrial energy sold. 

If a graph similar to Fig. 3 is plotted with the Areas set 
ut along the abscissa and the cost per unit (not including bulk- 
upply charges) scaled vertically, it will be found that there is 

sharp dip in costs between the Eastern Area and the East 
Aidlands Area, i.e. on a line between the Severn and the Wash. 
f, then, a similar diagram is plotted of the Boards’ ratios of 
on-industrial to industrial energy sold it will be seen that the 
ssults will follow a broadly similar pattern. 

If this factor is considered to be the main reason for the higher 
osts in the South, it is possible to weight the non-industrial 
nergy with various values and draw a family of curves to study 
ne resultant levelling effect. In the work referred to, the best 
t was obtained with a weighted value for non-industrial energy 
f between five and seven. I was therefore interested to see 
Ar. McLean’s formula, in which he uses a ratio of 10:1 for 
nese two categories. 

In Fig. 3 the author draws a line through his results, but I 
annot help feeling that it is misleading. I wonder whether he 
; clear about it himself, because in Section 4.2 he tends to imply 
hat it is a line drawn between all the points, but in Section 5.3 
e says that it is the line of best fit in one particular year. If, 
owever, these results are considered as a family of three sets 
f figures, and treated as histograms, or even the points linked to 
orm three curves (although this is not mathematically defensible), 
will be seen that the author is very far from laying the ghost 
f this Severn—Wash line. 

I feel, in common with previous speakers, that insufficient 
ttention has been given in the paper to differentiation between 
lasses of consumer or load types. Taking the lower of the 
gures to which I referred earlier for weighting the non-industrial 
yad, namely 5, it is possible to work out the weighting which 
hould be applied to non-industrial and industrial consumers, 
nd this gives a ratio of 18: 1, whereas the author in Section 3.6 
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of the paper refer to a ratio of 1: 1-5: 3 for domestic, commercial 
and industrial consumers respectively. Having postulated this 
ratio, he then expresses the opinion that it is not of very great 
significance. I should like to ask him whether he has contem- 
plated a ratio such as 18: 1 or, if Mr. McLean’s figure is appro- 
priate, considerably higher ratios. It would be most interesting 
in the report of this meeting to have from the author a study 
of the effect of this different load ratio between south and north, 
since it affects his Table of discrepancies. 

Mr. F. H. Dennis: With reference to Section 3.4, surely there 
are still possibilities of further economies of scale. During the 
last five years the number of consumers per person employed 
by all Area Boards rose from 106 to 109. At the beginning of 
that period, there were arrears of repairs and maintenance, rein- 
forcement and replacement owing to lack of materials and 
depletion of staff during the war years. In the early post-war 
years, impending nationalization also contributed to this state 
of affairs. Despite all the additional work which had to be 
carried out after 1949 there has been an increase in the pro- 
ductivity of labour. It is rather misleading to say that there is 
no future scope for economies of scale, because I do not think 
that the supply industry has yet reached that stage of development. 

In my opinion the discrepancies discussed in Section 4.2 are 
largely a measure of the failure of the formula used by the author 
to estimate the costs in each Area. It seems to me to be a 
wrong approach to think that it is possible to measure efficiency 
by such a formula. What we need is a more detailed investiga- 
tion and the use of more information. For example, the author, 
as pointed out by previous speakers, has not used all the published 
information that is available—the length of lines in the Area of 
each Board, and the proportion of electricity sold to the various 
consumer classes. It would be better to begin to approach 
this subject on the lines which Mr. Melling has indicated by 
examining relationships between particular parts of the distribu- 
tion organization, instead of trying to compare efficiency by 
estimating one overall functional figure for each Board. 

Mr. J. L. Egginton (communicated): For many years distribu- 
tion engineers have been seeking ‘“‘a yardstick” to measure 
distribution costs, and, while qualitative solutions to this problem 
have been suggested, the method proposed by the author is, I 
believe, the first quantitative solution and one that comes very 
near giving the answer which has been so long sought. 

There are, however, one or two points in which the author has 
found it necessary to make approximations and assumptions, and, 
as the criterion itself is the small difference between two relatively 
large quantities, such approximations must inherently have a 
very marked effect upon the discrepancy as calculated. 

The author himself has omitted deliberately the effect of power 
factor. It might not be impossible for him to obtain actual 
kilo-voltampere demands made by the various Area Boards, and 
these substituted for the kilowatt demand would automatically 
take into account the question of power factor. 

Another significant point is that the accounts on which he 
bases his comparison in no case include the cost of 132kV 
transmission in the Areas. The effect would be that an Area 
Board which had a large number of Grid supply points would 
have an actual distribution cost significantly lower than an Area 
Board where the number of Grid points was much smaller. It 
might be possible to take account of this by introducing into 
the calculation a factor based on “average demand per Grid 
point” in calculating the “demand-related distribution charge.” 

In calculating the discrepancy, full credit is allowed for dis- 
tribution losses. Any Area Board which, by applying Kelvin’s 
law, expends capital to reduce losses will therefore be affected 
in the following manner. Its actual capital charges will be 
increased and consequently its annual charges for supplying 
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electricity will also be increased. On the other hand, its losses 
will be reduced but the form of calculation will allow it no 
credit for these reduced losses. 

Another factor which is not, and probably cannot, be taken 
into account is the standard of security of supply provided by 
each Area Board. The Board which provides the highest 
standard of security of supply will tend to have the least favour- 
able discrepancy. 

I have applied the technique given in the paper for making 
a comparison between the five Sub-Areas of the Board with 
which I am associated, and it is interesting to know that the 
technique can be used for putting the Sub-Areas in an order of 
merit in the same way as the Areas themselves are put in 
an order of merit by the author. It is also of interest to note 
that the more northerly of the Sub-Areas has the highest order 
of merit, this falling off uniformly from north to south of the 
Area. While this follows the general conclusions reached by 
the author for Areas, I feel that the same result occurring in the 
case of Sub-Areas within a particular Area can only be fortuitous. 

In making this calculation it is of interest to note that the 
actual discrepancies calculated for the Sub-Areas, while being 
consistent among themselves, are not consistent with the dis- 
crepancy calculated for the Area as a whole. This is due to the 
fact that the annual charges on demand-related assets are cal- 
culated by the relationship 1-94 times the fourth root of the area 
per megawatt. The author has adjusted the constant to ensure 
that the sum of the annual charges on demand-related assets 
for each Area Board equals the total for the country taken as a 
whole. To compare the Sub-Areas within an Area, a different 
value of the constant would be required. 

Mr. L. H. Fuller (at Brighton): From a bewildering array of 
assumptions based on statistics, what I believe may be the correct 
result emerges—i.e. that a particular Board of the 14 has made 
greater progress than the others. It is a pity that the author, 
having got so far, did not go a little further and give us his views 
on the reason or reasons for such progress. 

In consideration of Table 1 it has been asked why the percen- 
tage allocation of overhead mains to consumers has been taken 
as zero, and I fail to see why the figure should differ appreciably 
from the cable allocation of 30%. I know the author refers to 
this point in Section 2.2, but no real reason is given: a number 
of 11kV and m.v. lines are erected for specific consumers, and 
are quite definitely not related to demand. 

Also, I should have thought that plant and machinery, and the 
operational land and buildings associated with them, should bear 
the same percentage. Instead, the Table shows plant and 
machinery as 15%, whereas the land and buildings which surely 
must house the plant and machinery are shown as 20%, which 
seems rather peculiar. 

If, now, in the two cases cited above, the larger figure is 
accepted, according to my rough calculation the total allocation 
comes to about £22 per consumer instead of £19-3. 

To me, the greater mystery about Table 1 is that, having gone 
to considerable trouble to prepare it, the author appears to 
ignore the answer, and use instead what appears to be an artificial 
figure of £15, selected to suit Fig. 2 since it fits it best—although 
the author admits that the £20 curve is not much worse. 

I should imagine that the use of a figure of £22 instead of £15 
must make some difference—could it perhaps alter the final order 
of Board merit ? 

As to London, whilst not doubting that it is a special case, 
I think the author should have given more than one reason for 
relative high cost of fixed assets. He cites high site values, but 
would not an equally valid reason be the multiplicity of interests 
before 1948, with resulting parallelism of transmission mains? 
I remember that Mr. Leach, in his Chairman’s Address to the 
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Supply Section in 1948, introduced a striking lantern sij 
showing transmission mains crossing all over the place. 

In Section 3.4 the author deals with common costs, and si 
that “it is noteworthy in this connection that when two adjaq}f 
undertakings are merged into one (or 550 into 15) there is vif 
seldom any material reduction in the total personnel.” This raj 
or may not be true—and I take it the author does not real 
expect more than a marginal difference—but surely under © 
1947 Act an initial reduction is not possible? Subsequ: i 
reductions are, of course, made by retirements in due cou 
without replacement, but this is masked by new engagements} 
the distribution industry can hardly expand without so} 
additional men. In addition, transfers have quite often bel 
made which has the same effect. I believe, however, that @ 
of the clues to the mystery of efficiency propounded by 3 
author must be in this very fact—staff ratio. What the numerai} 
or the denominator should be I do not know, but what I wy 
call the geographical cost drift may be partly due to some s 
factor, doubtless with others. For my own interest, I have bey 
plotting several staff ratios, and have had drawn out that whi 
fits the curve best, as the author did with his £15 per consume} 


avons 1) 
| 
| 
| 


(2) 
8 RS GEOGRAPHICAL LINE 
CFIG. 3] i 

| 


a 
53-54 DISCREPANCIE 
+ 


— 


| 

‘ (6) 
e Pa) Woyit <a, 

‘| Ji \b | GEOGRAPHICAL LINE BASED ON 

* RATIO OF CLERICAL,ETC STAF 

js TO TECHNICAL ENGINEERING — 


DISCREPANCY, d/kWh 


-4 


RATIO CLERICAL/ENGINEERING STAFF,% 


-10 

Q 
z 2 
2) 27) ~? 

Zz ze ce 
(aq gap (ae 2 wo Dit ge fee ee re 
pe rece el Oe el eS ry 
Se ee ates rent Bee ee lee 
Os ae wp WG ey se S) So ip we RS 
yes Pee ae ee ee 2 
RAE Bees Ge ees EY ee nS 
Se ta th SS pp SO Se 


Fig. N.—Discrepancies and the ratios between the relative sizes of t 
clerical and engineering staffs of the Boards. 


Fig. N shows two curves: 


(a).—This is the author’s Fig. 3, with the true curve filled in 
well as the “geographical line.” 

(b).—This may come within the author’s definition of facetiou 
reasons and is based on the 1953-54 figures taken from Appendix 4 
of the sixth B.E.A. Report, and shows the ratio of executive, clerica 
accountancy, sales, etc., staff (summarized as ‘clerical’ ) to th 
technical engineering staff, with a geographical line drawn as fair 
as the ge s line. London is well off the curve, but is, of cours 
ignore 


The similarity of the two curves and the slopes of the t 
lines are comparable. One conclusion could be that so 


Boards have too great a non-engineering staff, but it might 
worth examination. 
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Mr. R. W. Langley (at Brighton): The author has chosen a 
lost difficult subject and has prepared a paper which he con- 
ders gives a reasonable comparison of commercial performance 
etween all Area Boards. It was not an easy paper to read and 
yme of the arguments and theories put forward I found difficult 
) follow, and there were many with which I could not entirely 
gree. In Section 3.4 the author states that “broadly speaking 
an undertaking grows to twice its size in every respect supplying 
vice as many kilowatt-hours, having twice as large a maximum 
emand and serving twice as many consumers spread over 
ouble the area, its cost will be twice as great.” 

This in itself is a very broad statement and has not, I submit, 
een borne out in practice. To quote statistics from the B.E.A. 
eport for the past two years, there has been a 10% increase in 
ilowatt-hours sold, a 16% increase in maximum demand, and a 
% increase in the number of consumers, but the increase in 
afi has been only 2%. I submit, therefore, that if the increase 
1 staff can be taken as a measure of increased cost, the author’s 
ipposition here is not entirely true. 

In Section 3.6 the author discusses the differentiation between 
onsumer types. He first of all suggests that some form of 
eighting should be applied between industrial, commercial and 
Omestic consumers, but then gives a number of reasons why 
2) this is not possible, and (4) it would make very little difference 
) the results. In this connection I submit that, in view of the 
ifference between Area Boards in the composition of their loads, 
is essential to provide some compensation for these differences. 
S an example, suppose a large paper-mill requires 20 MW of 
vad at a new works within the South Eastern Area (I take 
ie South Eastern Area because it is at the moment pre- 
ominantly domestic). In addition to the paper-mill a new 
sment works also required 20 MW. Thus the number of con- 
imers is increased by two and the load is increased by 40 MW. 
‘he additional staff which, I submit, would be required to look 
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g, O.—Discrepancies and the ratios between the domestic and 
industrial consumptions for the Boards. 


-constitutes a fair-sized district. 
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after the equipment for these two works would not be more 
than one man-year. If 40 MW of load is distributed to 40000 
consumers, however, assuming 1 kW a.d.d., or, if you like, 20000 
consumers at 2kW a.d.d., I submit that the cost must inevitably 
be higher in every respect, and that although the same number 
of kilowatts of demand is involved, and probably the same 
number of kilowatt-hours consumed, the staff increase alone 
would be considerably greater than for the two consumers with 
20 MW apiece. In fact, 40 MW of load to domestic consumers 
The capital outlay on l.v. mains, 
the losses and the consumer costs for meter reading would all 
be very much higher than for the two large-power industrial 
consumers. 

The author’s figures would therefore be modified in conse- 
quence in his three Sections—energy-related, demand-related and 
consumer-related elements. 

To illustrate my point further I have extracted from the 1953-54 
B.E.A. Annual Report details of the kilowatt-hour consumption 
for domestic and industrial consumers in the different Boards’ 
Areas and have plotted them as a ratio of domestic to industrial 
energy sold on the same curve as the author’s Fig. 3. This is 
reproduced in Fig. O, and it is apparent that a line drawn roughly 
through these points aligns very closely with the author’s dis- 
crepancy trend. I appreciate that I have selected a scale which 
illustrates my point to the most marked degree, but nevertheless 
I suggest that it is significant that the trend is consistent. I 
submit, therefore, that one of the sources of error in the author’s 
conclusions is that he has not taken sufficient account of the 
effect of industrial consumers and the ratio between domestic 
and industrial consumption. 

Mr. W. Gilchrist (at Liverpool): The summary states that “The 
commercial performance of an Area Board can be judged by its 
success in keeping the distribution costs per kilowatt-hour down 
to the lowest possible figure.”’ I suggest that this is completely 
unrealistic, because a Board has to provide an adequate and 
efficient distribution system. By this standard, if a Board does 
not spend money on distribution presumably it will be very 
efficient—but not in so far as it affects the consumer. 

The graphical method of presenting some of the data does not 
appear to establish reliable conclusions. I am of the opinion, 
and I think calculation would show, that there is no material 
difference between Figs. 1 and 2; both indicate that the northern 
Boards appear to hold a more favourable position than the 
southern Boards, and this is no doubt due to the preponderance 
of industrial load in these Areas. 

In Table 1 there is no component shown in respect of con- 
sumer-related costs for overhead lines, which I feel is a serious 
omission. With reference to my own Area—of the capital 
expended in the year 1953-54, one-third was spent on overhead 
distribution, of which 30-40% was for m.v. mains. I consider 
that, if capital is to be allocated on the basis suggested by the 
paper, a similar component for consumer-related allocations 
should be made for the overhead mains, as is the case with 
underground mains. 

The cost formula in Section 2.5 is most interesting. Here the 
author uses his academic knowledge on something of a practical 
problem; he knows the answer A, and the factors D and C, and 
has assumed a value for the constant K; he is left to find Kj. 
This, he says, is the square, the cube, or the fourth root, and he 
chooses the latter as this item fits the picture to give the known 
answer. It is quite simple arithmetic, says the author. He 
might also have added: “It gives the correct answer 4A, for 
the national picture, but by no means that for individual 
Boards.” 

This is the most important aspect of the whole paper when we 
come to the question of discrepancies. Despite the author’s 
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assertion to the contrary, if people believe this is a correct 
criterion of efficiency, they will say this one is better because 
it is below the datum line, and that one worse because it is above 
it. It is quite wrong to take an overall average for the country 
in terms of capital, and establish a national formula of costs 
based on this. To make my point clear, let us look at two 
Boards—South Eastern and South West Scotland; the capitals 
used in the notional costs formula are £24 millions and £28 
millions respectively, whereas the actual capitals are £32 millions 
and £21 millions. When the correct capital figures are applied, 
the picture is entirely different, and the efficiencies of the Boards 
compare most favourably. The same thing applies to the other 
Boards’ figures. 

I feel I cannot accept the paper or its findings as an index of 
the comparative costs of the Boards, and their efficiencies, either 
at present or in the future. 

Mr. L. C. Grant (at Liverpool): One of the most striking 
statements in the paper is that the performance of an Area Board 
can be judged by its success in keeping distribution cost per 
kilowatt-hour down to the lowest possible figure. A lot of this 
ground has been covered by Mr. Gilchrist in his contribution 
but there is one further point I would like to make. 

I take it that the author means that it is not a question of 
design of a distribution system, because I think it is more 
important to take into account the way the system is used; i.e. 
the use the engineer responsible for it is able to make of his 
experience, his ability to say that, although his system has such 
and such a capacity of copper, he can feed a load of x times its 
copper capacity whereas another engineer can get more. What 
I am implying is that there must initially be some form of gamble 
on a distribution system, and whereas the cautious man may add 
up his individual items of load and perhaps take on twice the 
copper capacity, another man with more experience and more 
vision could cater for more. In the course of time full develop- 
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Mr. D. J. Bolton (in reply): For brevity the general term 
“index” is used to indicate the results of my calculations. Few 
speakers have referred to what I regard as probably the major 
usefulness of my index, i.e. for making year-by-year comparisons 
within a single Board. In the absence of criticisms, one can only 
assume that this portion of the work commands general 
acceptance. 

Mr. Melling.—It is true that a Board’s usefulness does not 
consist merely in the sale of energy and power, and that the 
imponderables of the service (a)-(e) largely defy measurement. 
He would be a bold man, however, who would assert that the 
Boards differ radically between themselves in what they provide 
under these heads, and a still bolder man who would particularize 
thereon. I agree that my correction for load density is imperfect 
through taking no account of the different kinds of rural territory: 
this will not, of course, affect year-to-year comparisons. The 
climatic effect on the yearly comparisons can be overcome in the 
manner mentioned in my reply to Mr. Richardson. 

The balance between industrial and non-industrial consump- 
tion is largely paralleled by the balance between high and low 
consumption per consumer, and the latter is compensated for in 
my index. The reason why industrial loads incur a lower cost 
per kilowatt-hour sold is largely because they make a lower 
proportional use of the distribution assets. By treating a sub- 
stantial proportion of the assets as consumer-related, the neces- 
sary compensation is obtained. This is confirmed by Mr. 
MelJing’s own curves. In the two Figures for the separate 
Boards there is almost no correlation between distribution cost 
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ment will come about, but the trouble is that if one waits fo} 
to come about the consumer costs are going to be higher tk 
they should be. 

I think also that the high-load-factor consumer does not | 
the advantage in cost he should have—particularly so since at | 
other end of the scale tariffs are often weighted so that the lq 
load consumer pays more than a load-factor calculation warrar 

Mr. E. A. Logan (at Southampton): The author has sugges 
that there are perhaps factors which he has not taken into acco} 
in arriving at his final “discrepancies.” Does this imply tha al 
all appropriate factors were taken into account the discre}} 
ancies would be zero and that all Boards would have an eat 
result? 

There is one major factor over which a Board has no cont: 4 
aud which is not in any way a distribution cost, and that is t 
cost of bulk supply. It seems reasonable to remove the cost ||| 
bulk supply from the field of discussion, particularly since ti] 
in itself probably contains elements which favour Boards Wi 
negative “discrepancies” on the author’s scale. 

It is unfortunate that by focusing attention on the “discrepa 


to label some performances as good compared to others whil 
are thereby indicated as bad, consideration is diverted from t! 
very creditable results achieved as a whole by the electrici 
supply industry in distributing electricity at substantial am 
continually decreasing prices in spite of rising capital costs agi 
wages. 

In 1938 the overall average cost of distributionwas about 0-73 
per kilowatt-hour sold, whereas it is now reduced to about 0: 454 
per kilowatt-hour. This is a real achievement in the absol 
sense, quite unaffected by marginal adjustments on a hypothetic 
and highly questionable basis. 

Mr. E. A. Hammond also contributed to the discussion | 
Southampton. 
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and non-industrial consumption ratio (Fig. A), but there is coz 
siderable correlation between consumer service, metering, e 
cost and this same ratio (Fig. B). Evidently the difference - 
cost per kilowatt-hour between industrial and non-industrifj 
loads is very closely linked with the difference due to selling mo | 
or less energy per consumer and is covered in my index by t 
consumer-cost allocation. 

Mr. Haldane.—It is true that any one of the cost componen| 
could vary in a non-linear manner, but as the total of them | 
does vary linearly (showing no “economies of scale” ), ! 
inference is that the components do the same. Moreover, t ! 
character of electricity-supply assets, built up largely of individud 
uniformly-priced components, suggests that at least the assef 
related costs will have a long-term linear relationship. Mi 
Haldane has propounded a very plausible explanation both 
the relative discrepancies between Boards and of their annual 
trend, and it will be interesting to see whether future figures bed 
him out. The North of Scotland Board could be brought int 
the first year’s comparison by means of a more or less arbitrart 
handicap like that for the London Board, only more compl 
cated. In subsequent years the index would be valid and | 
believe useful. 

Mr. Sayers.—In my Summary I should perhaps have said th 
load factor and sales per consumer are largely outside a Board’) 
immediate control, and outside the proper scope of correction i 
my index. This is designed only to measure relative econo 
merit and not merit in any wider sense, i.e. merit in distributini 
at the lowest cost within the existing framework. Whateva 
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fforts are made, both strenuous and meritorious, nothing can 
Iter the fact that at the moment certain Boards have more 
ilowatts of maximuni demand and more consumers per unit 
f energy than others, and to that extent their cost per kilowatt- 
‘our cannot help being higher. They are being asked to supply 
more expensive article, high-powered energy, and while they 
nay in the long run succeed in persuading the consumer to take 
.more economical supply, in the short run they must supply 
vhat is asked for and charge accordingly. My index allows for 
his and indicates no positive discrepancy when costs are high 
lue to a low load-factor. 

Mr. Sayers asks whether site values are so much higher in 

ondon than in Birmingham. I would have thought that 
sirmingham was not so different from other large provincial 
owns, and that most Boards are alike in having one or two 
Owns with a few acres of very high site values. London is 
inique in consisting of almost nothing else, and including some 
f the highest in the world. He quotes some useful comparison 
igures which, as he says, are very broadly in agreement with 
ay own. 
_ Mr. MclLean.—The analogy between generation efficiency and 
listribution economy may be misleading. In a power station 
oth input and output are physically measurable quantities and 
he efficiency can be a true ratio between two energies. Dis- 
ribution economy is a more intangible quantity, since the output 
s difficult to measure, and the result can at best measure only 
omparative economy. The consequence is that Mr. McLean 
trives at an empirical formula for distribution “‘efficiency” 
vhose constants are arbitrary and which might perfectly well 
moduce an efficiency of 200°. My formula has the advantage 
hat the output is built up logically from the main electrical 
unctions; on the other hand, it is designed only for, and limited 
o, the particular purpose of comparing 14 authorities (all fairly 
arge). Mr. McLean’s formula is designed for and developed. 
rom quite a different situation—the comparison of 194 authori- 
ies of widely different magnitudes, and its only proof is that it 
ives a Gaussian distribution for its results. I do not regard this 
roof as adequate, and the formula lacks a rational basis. Thus, 
yhile certain costs are definitely demand-related, there is no 
orresponding element in the numerator of the fraction. When 
pplied to the Boards the results show no geographical bias, 
Ithough almost all other speakers seem to agree that such an 
lement exists. The geographical bias of my index is not due 
0 energy costs, which are compensated for on a factual basis. 

Dr. Chapman.—There were certainly wide differences between 
he Boards regarding the degree of capitalization in the vested 
ndertakings, and using my index as a starting point, some 
xplanation on these lines might lead to useful action. But until 

numerical index of some kind is available, there is nothing to 
xplain. 

Mr. Richardson makes a valid point that, while my index 
ompensates for the load factor of the particular year, many of 
ne demand-related costs do not fluctuate in this immediate 
anner. This will not affect the average position of the Boards 
ver the years, nor their long-term trends, but will have the effect 
f exaggerating the year-to-year fluctuations. The effect, how- 
ver, is less than might appear, because it applies only to the 
istribution portion of the demand-related component. The 
ulk-supply portion is based (correctly) on the particular year’s 
yad factor and reflects the Boards’ actual payments. 

In the light of this criticism, the figures of the paper have been 
scalculated, and the distribution demand-related element of the 
otional cost has been based, not on that year’s load factor, but 
n the Board’s average load factor over the last three years. The 
ew points, whilst preserving the same general relationship as 
etween Boards, show somewhat smaller annual changes and 
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are to this extent more realistic. The contrasts in Table 8 arise 
because discrepancies are compared with changes. A\ll that has 
happened is that, in general, discrepancies have decreased. 

Mr. Rheam.—My index allows directly for load factor, but 
only indirectly for the ratio of industrial to domestic consumers. 
The suggested weighting for load density, namely population per 
megawatt, would not compensate for differences of terrain, 
which was the object of my weighting. The 3-year changes in 
the north and south Boards can be explained in terms of the 


- general trend of decreasing discrepancies. 


Mr. Schiller.—While accepting the numerical values of Mr. 
Schiller’s restatement, I do not agree that it is an improvement 
in presentation. I included bulk-supply costs, first because I 
wished to account for the whole selling price by building up all 
the separate components thereof, and secondly, because the cost 
of losses, although part of distribution, must be calculated from 
the bulk-supply figures. The simplified index proposed by him 
would take no account of each Board’s yearly changes in electrical 
characteristics, such as sales per kilowatt and per consumer. 

Mr. Whitcher.—The purpose of the London weighting was to 
bring this Board into line for the first year so that its progress 
in subsequent years could be plotted and compared with that 
of other Boards. 

Mr. Osborne.—It is true that my index takes no account of 
charges, but one must assume that in the long run receipts will 
cover costs. It is also true that, owing to accounting differences 
in the vested undertakings, the different Boards’ book values are 
not a uniform indication of the size of their assets. This, how- 
ever, makes no difference to my index. The separate Boards’ 
book values were used only in finding a law for the consumer- 
related portion, and do not enter into the subsequent calculations. 

Mr. Baldwin.—The weighting comparisons made do not relate 
to the same thing, and an overall weighting of any kind would 
be unsatisfactory, because two different factors are involved, 
namely, consumer cost and industrial versus non-industrial dis- 
tribution cost. The cost must be broken down into components, 
not just smoothed over by a weighting ratio (e.g. 18: 1) so great 
as to swamp all the finer computations. 

Mr. Dennis.—Unquestionably there are “economies of time- 
duration” but this is not quite the same thing as “economies of 
scale.”” All that is necessary for the validity of my index is that 
at any one moment, and within the size range covered by the 
fourteen Boards, there is no overriding advantage in a big Board 
over a small Board. A plot of discrepancies against the Board 
size shows no size correlation whatever, nor has any speaker 
claimed that such exists. 

Mr. Egginton.—\i agree that Boards having a large number of 
bulk-supply points in proportion to their demand have a cost 
advantage for which my index does not compensate, and had the 
figures been generally available, an adjustment such as he pro- 
poses would have been included. Degree of security is another 
of the imponderables whose differences might help to explain the 
discrepancies. I am very interested in the application to Sub- 
Areas, and I feel that year-by-year recalculations cannot help 
but be of value in showing the results of changes in re-equipment, 
reorganization, etc. 

Mr. Fuller-—The reason for using a different percentage 
allocation to consumers for the buildings from that for the plant 
contained therein is that a bigger proportion of the plant cost 
is kilowatt-related. A recalculation on the basis of £20 per 
consumer results in only small numerical changes and almost no 
alteration in the merit order. Admittedly there are other reasons 
besides site values for London’s special position, but the reasons 
are irrelevant. What matters is that an adjustment has to be 
made so as to provide a useful basis for subsequent-year plotting. 
Inevitably, my paper starts a number of hares, and of the 
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suggestions made to date, Mr. Fuller’s “staff ratio” offers 
the finest prospect of a day’s hunting in what is very sporting 
country. 

Mr. Langley.—The changes which occur in the course of years 
do not upset the size proportionality assumed in the calculations. 
The cost differences between distributing a given amount of 
energy to a few consumers and to many can be equally well 
covered on the basis of a consumer cost as on the basis of an 
adjustment for the ratio of industrial to non-industrial sales. 

Mr. Gilchrist.—I agree that the consumer allocation for dis- 
tribution mains is very much an open question, but the adjust- 
ments suggested would not bring the consumer allocation above 
about £20, the effect of which has already been noted. The 
purpose of my index is not to assign praise or blame but to serve 
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as the starting-point of an investigation as to causes. I agry 
with the facts of his penultimate paragraph, but I think they aij) 
best used in explaining the discrepancy rather than in calculatia 
it. 


Mr. Grant.—One reason for the discrepancies is doubtless thy)} 
distribution engineers in some areas have been more successf 
than elsewhere in estimating the chances and thus achieving tl 
most economical distribution system. | 

Mr. Logan.—My index admittedly measures only relati } 
progress and discounts the very real absolute progress Mr. Logg 
mentions. For that reason it is likely to be more useful becaut}) 
it wastes no time in self-congratulation, but by a purely cor} 
parative method seeks to indicate where there is probable scojy| 
for still further improvement. | 


DISCUSSION ON 


“THE ECONOMICS OF LOW-VOLTAGE ELECTRICITY SUPPLIES TO NEW HOUSIN« 
ESTATES’’* i] 


Mr. W. A. Carne (communicated): I suggest that the author 
would be on firmer ground if he were to base his plea for planned 
distribution on the grounds that it is the duty of Electricity 
Boards to “promote the use of all economical methods of... 
distributing electricity” instead of making a totally unwarranted 
and unsubstantiated assumption that “domestic electricity 
supplies are heavily subsidized by other business of the Electricity 
Boards.” 

The amount of post-war housing so far completed is relatively 
insignificant when compared with existing domestic supplies, 
which have increased in appliance saturation three- or even 
four-fold since 1939 with insignificant expenditure on dis- 
tribution. 

Continuous records taken locally on three large areas of 
pre-1939 housing supplied by a total of 17 substations shows 
that on mild days during this winter the daily load-factor has 
varied between 50% and 59:8%, and that during three suc- 
cessive days of the coldest spell so far encountered this winter 
the load factors were 61:9%, 60-6% and 58:9%. 


* CopLAND, F.G: Paper No 1236S, July, 1952 (see 99, Part I, p. 95). 


The domestic load as a whole should have no difficulty 
carrying the burden of new housing for many years to come. 

Industrial and commercial classes of consumer both hav 
their uneconomic supplies to support, namely the modern sing 
shift factory with canteen and the vast modern schools wii 
kitchens, both of which produce load curves shaped like | 
church with a tall steeple with lightning conductor to attral 
the full force of the bulk-supply tariff. 

Mr. F. G. Copland (in reply): The statement to which 
Carne objects was, and is, based on field and published da; 
derived from several independent sources which produce close} 
similar results. 

In assessing load economics, the only load factor of si 
ficance is that related to the demand at the time of the syste} 
maximum demand on which payment is made, and the annul 
consumption. 

A complete demonstration of the accuracy of the statemes 
made is not possible here, and I can merely reiterate that wh il 
Mr. Carne may hold the contrary opinion, the position has nq 
materially altered in the interval since the paper was written. 
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SUMMARY 


The paper describes a thermal method of measuring iron losses in 
\eet materials which may be used at any flux density. The method 
used to measure the total iron losses at 50c/s in a number of silicon— 
on materials and in one sample of cobalt iron up to an approximate 
duction of 2:4Wb/m2. The hysteresis component of the loss, 
tained by subtracting the calculated eddy-current loss, is found in 
] cases to reach a saturation value at high densities. Empirical 
rmulae are given which aim at giving the loss at high inductions 
om a knowledge only of the losses at lower densities. 


LIST OF SYMBOLS 
B= Magnetic flux density. 
Bnax = Amplitude of magnetic flux density. 
H = Magnetic field strength. 
Finax = Amplitude of magnetic field strength. 
M = Intensity of magnetization. 
 M,,ax = Amplitude of intensity of magnetization. 
M, = Saturation value of intensity of magnetization. 
i= MinaxlMs- 
P;, = Specific dynamic hysteresis loss. 
P, = Saturation value of p,. 
P = Pi lPs. 
a’, b, b’ = Coefficients. 
n = An exponent. 
/4y = Absolute permeability of free space, or primary 
magnetic constant (= 47 x 1077 henry/metre). 


(1) INTRODUCTION 


The iron losses in thin magnetic laminations with high alter- 
iting inductions are of special interest in rotating electrical 
achines. The tooth flux densities in motor and generator 
mchings may often greatly exceed 2-0 Wb/m? (20 kilogauss), 
it owing to difficulties in measurement, iron-loss data have not 
therto been available for inductions greater than about 
8Wb/m2. Moreover, extrapolation of existing iron-loss 
rves to higher flux densities has not been satisfactory, since 
e shape of the curves in this upper region was not known. 

Difficulty in the measurement of iron losses using a dynamo- 
eter or electrostatic wattmeter begins when the flux density 
1 the case, for example, of a dynamo iron) approaches 
5Wb/m2, although this method has been used!? up to 
8Wb/m?2. At these inductions the magnetizing current 
creases very rapidly with increasing flux density. It becomes 
ficult to avoid overheating in the magnetizing circuit and the 
wer factor falls to very low lagging values, e.g. 0°02 at 
8Wb/m?. Moreover, severe waveform distortion must 
herently appear in either the current or the flux waveforms; 
fact, at high flux densities neither the current nor the e.m.f. 
duced by the flux in the specimen can be kept free from 
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harmonics. Because of the low power factors and the presence 
of harmonics, small phase-angle defects in the wattmeter and its 
associated equipment may introduce very serious errors in the 
wattmeter observations. Bridge and potentiometer methods are 
similarly affected, waveform distortion being a particularly 
serious source of trouble. Cormack,* however, has published 
results for a silicon-iron material with inductions up to 2:0 Wb/m2, 
but the few scattered experimental points obtained at the higher 
densities enabled no conclusion to be drawn about the shape of 
the upper part of the iron-loss curve. 

Hysteresis loss has been determined from the areas of hysteresis 
loops! and also> by direct measurement of the mean torque 
required to rotate disc specimens in a steady magnetic field. 
1-85 Wb/m? is about the upper limit of induction for satisfactory 
measurements in these cases. 

Calorimetric methods of measuring iron loss have been used,°® 
at least up to 1-5 Wb/m?, but the problem of thermal interference 
from the copper losses in the magnetizing winding may become 
acute at high flux densities. One published method,’ however, 
would surmount this difficulty, and in the present investigation 
it has been similarly overcome. To obtain successive points on 
the iron-loss curve by the present method the magnetizing coil 
need be energized only for a few seconds at a time. Hence, 
when the highest flux densities in the specimen are reached the 
copper may be very heavily overloaded intermittently without 
overheating or interference with the measurements. 

In this investigation, iron-loss measurements have been 
made by a novel method on a number of materials at 50c/s 
and at flux densities up to about 2-4 Wb/m? and the shape of the 
iron-loss curves well into the region of magnetic saturation has 
been established. 


(2) METHOD OF MEASUREMENT 
(2.1) Principle 


The principle of the method is shown in Fig. 1. The magnetic 
strip specimen A carries an alternating magnetic flux ® when 
the magnetizing winding E is energized. C is a non-ferro- 
magnetic strip of resistance material which may be heated by 
an alternating current J. Thermo-junctions J, and J,, attached 
respectively to the two strips are connected in series opposition 
to the detector D. Closing switch S causes the specimen to be 
heated by the iron losses, and the guard strip is simultaneously 
heated by the current flowing in it. If, for a given flux ®, J is 
pre-adjusted by trial until on initially closing S there is no 
deflection of the detector, the rates of rise of temperature of the 
two strips will be the same. On the assumption of no loss of 
heat from either strip and materials of the same specific heat, 
the specific iron loss in the specimen is equal to the rate of 
heating, for example in watts per kilogramme, in the resistance 
material C: or if the specific heat of A is ” times that of C, the 
iron loss is n times this amount. Since the power in watts per 
kilogramme supplied to the guard strip is easily measured, the 
iron loss is also known if the ratio between the specific heats 
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Fig. 1.—Illustrating principle of method. 


A. Specimen. 

C. Resistance material. 

E. Magnetizing winding. re 

J, Thermo-junctions in opposition. 


Ja, 
of the two materials is known. If this ratio is not known it 
may, in principle, be found by a second experiment in which the 
specimen is not heated by the iron losses but both strips are 
simultaneously heated by separate currents. This method of 
direct calibration was, in fact, used in the present investigation, 
since the specific heats of the different materials were not known 
with certainty. Moreover, direct calibration eliminates possible 
errors arising from minor departures from ideal conditions due, 
for example, to the presence of B and H coils or a small difference 
in the thermal capacities of the two thermo-junctions. 


(2.2) Magnetic Core 


Thermal considerations referred to in Section 2.5 suggested a 
total working length of the strip specimen of 7cm and a con- 
venient width of specimen was 3cm. These dimensions then 
determined the size and proportions of the magnetic core shown 
in Fig. 2. The magnetizing coil was wound on a Bakelite former 


Fig. 2.—Test limb, yoke punchings and magnetizing coil. 


Dimensions in centimetres. 


about 7cm long with inside dimensions 3:2cm x 3:2cm. 
Although the specimen itself consisted of a single central strip, 
the test limb was built up from a packet of strips of the same 
material, so that the overall cross-section of the limb was 
3cm <X 3cm. Putting as much iron as possible inside the 
magnetizing winding cuts down the proportion of air flux in 
the coil and so helps to reduce the inevitable flux-waveform 
distortion at high densities. With the same object, it is advisable 
that the specimen and the remainder of the test limb should 
not be magnetically dissimilar. Strips 25cm x 3cm were used 
for this limb in each case, and the yoke was completed by over- 
lapping 25cm x 7cm pieces of 0:018in dynamo iron. The 
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Fig. 3.—End-view of test limb expanded in vertical direction to shq 
specimen A and arrangement of guard strip C. 


A. Specimen. : 
Resistance material. 


method of assembly of the pieces is shown in Fig. 2 and ali 
in the end-view, Fig. 3. The iron cross-section in the thrij 
yokes is therefore not less than 7/3 times that of the test limi 
so that if, for example, the flux density in the specimen | 
2:4Wb/m2?, that in the yokes will be not more than 1-0 Wb/n# 
Almost the whole of the m.m.f. of the magnetizing winding |} 
therefore absorbed in the 7cm length of the test limb. In fad} 
at high flux densities the coil and the core inside it may | 
regarded as a 7cm section of an infinitely long solenoid, ar 
preliminary measurements confirmed that there was a negligib 
variation of flux density along the test length of the specimen. 

The specimen under test is shown at A in Fig. 3. This wag 
sandwiched between layers of the nichrome guard strip C whid 
was interleaved with the yoke punchings in the manner sho 
and insulated from them with empire cloth. The therm 
junctions of 30s.w.g. copper and 36s.w.g. constantan were veil 
lightly soldered at the midpoint of the limb at J, and J,. 


(2.3) Magnetic Field and Flux Measurements 


Each specimen was wound with a B coil shown at E in Fig, | 
using 20 turns on the thicker materials and 40 turns on tt 
others. Two H coils on Bakelite formers 0-030in thick weil 
inserted in the test limb, as shown at D. One of these coil 
had 100 turns and the second, or compensating, coil hai 
separate windings of 1, 2, 3, 5 and 9 turns; 30 s.w.g. coppa 
wire was used for all these coils. 

Measurements of magnetic field strength and flux densit 
were made using a reflecting galvanometer and synchrono 
commutator of the type described by Dannatt and Holt.2 Th 
complete waveforms of B and H could be plotted when required 

For the thin specimens under investigation the cross-sectional 
area of the B coil was at least twice that of the iron itself, Fa 
high field strengths the air flux in this coil is therefore a sul 
stantial amount; for example, if H,,,,, is 2kA/cm the air flu 
is more than 10% of the total flux in the coil with the presen 
materials. To obtain the true flux densities in the iron in th 
saturation region, an accurate air-flux correction must thus a 
applied. This correction cannot be computed with certainty fa) 
thin specimens, since the mean area of the B coil cannot, i 
practice, be accurately measured. However, magnetic saturatio! 
is very nearly attained in iron and silicon-iron when the fielll 
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strength reaches, say, 800amp/cm (1000 oersted), so that 
M max = (B — HoH) max* Temains approximately constant with 
A inax > 800amp/cm. The air-flux correction was then made 
wutomatically by connecting the compensating H coil in opposi- 
ion to the B coil and, in successive trials, varying the number of 
H-coil turns until, on increasing H,,,,, from 800 amp/cm upwards, 
10 increase in deflection of the flux-measuring galvanometer 
sccurred. The readings then gave the true values of the intensity 
of magnetization in the specimen, (B — uoH) or M. At high 
jux densities B and H have their maximum amplitudes at the 
ame instant, so that Ba. = MoHmax + Mmax: Hinay WAS 
ybtainable from the main H coil and hence B,,,,. could also be 
jetermined, as could the waveform of B if required. 


(2.4) The Detector 


A d.c, detector of comparatively high sensitivity is required. 
An iron loss of lwatt/kg, for example, in an iron specimen 
yroduces an initial rate of rise of temperature of about 
)-002°C/sec or a rise of temperature of about 0:008°C if the 
upply switches are closed for 4sec. With a thermocouple 
ensitivity of 40uV/°C the e.m.f. in each junction would then 
xe about 0-3uV. To detect a difference in the rates of rise of 
emperature of the specimen and the guard strip of, say, 0:5% 
vhen the loss is 1 watt/kg and the interval is 4sec, the voltage 
ailable is then 0:0015,V; if this voltage gives an observable 
leflection on the scale of 1mm, the required detector sensitivity 
s about 700mm/V. 

To obtain this degree of sensitivity while using robust galvano- 
neters, the galvanometer-amplifier system described by Preston! 
vas employed, with some minor modifications. The circuit used 
n the present case is shown in Fig. 4, and the theory has been 


SCALE AT 
Im 


THERMO- 
JUNCTIONS 


80 


Fig. 4.— Circuit of galvanometer amplifier. 


Primary galvanometer G, : 21 Q, 2:2 sec period, 575mm/wA at Im. 
Secondary galvanometer G2 : 451 , 3-Osec period, 1 350mm/A at Im. 
P. Differentially-connected selenium—iron photocells, 22mm x 40mm. 


iven elsewhere.!! A light beam reflected from the mirror of 
he primary galvanometer G, falls equally on a pair of selenium- 
‘on photocells P. With the connections shown no current will 
hen flow in the secondary galvanometer Gz. However, if a 
oltage V, is applied to the galvanometer Gy, the difference of the 
1ermocouple e.m.f.’s will disturb the photocell balance and 
alvanometer G» gives a deflection x on its scale. If the 
ssistance R is reduced to zero there is no electrical coupling 
etween the two galvanometer circuits. The sensitivity, in terms 
f the deflection x for a given e.m.f. V,, is then very high, but 
1e arrangement is also very unstable. Insertion of the resis- 
ince R, when the corresponding directions of current flow in 
1¢ galvanometer circuits are as shown by the arrows, introduces 
egative feedback from the secondary to the primary circuit. 
icreasing R reduces the sensitivity but increases the stability 
f the system. In effect, the suspension of G, is stiffened and its 
sriod reduced, while the period of G, is unaffected. 

The light beam for G, and P was obtained from a 12-volt 
1-watt projector lamp and the precautions recommended by 


* M.K;S. rationalized units. 
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Preston for the optical system were adopted. They include the 
use of a red-absorbing filter and a sheet of heat-resisting glass 
to prevent overheating and fatigue of the photocells. 
Measurements were made of the sensitivity of the detector 
for different values of the feedback resistor R, and the results 


Table 1 


DETECTOR SENSITIVITY 


Feedback resistance, R Sensitivity 


ohms 
5 000 


mm/uV 


2 000 
900 
400 
100 


are given in Table 1. The desired sensitivity is therefore 
obtainable, although the system was becoming increasingly 
unstable as R was reduced below 100 ohms. 


(2.5) Thermal Aspects 


The thermal method of measurement adopted has, in principle, 
a number of advantages. Since under balanced conditions the 
rate of rise of temperature in a test is the same in the specimen 
and the guard strips, no loss of heat from the specimen surface 
occurs because no temperature gradient normal to the surface 
exists. Moreover, any thermal disturbance due to flow of heat 
longitudinally from the test limb to the yokes will similarly 
affect both specimen and guard strip, and the same is true for 
any effect due to temperature rise in the magnetizing winding, 
so that any error from these sources is in any case a difference 
effect. The temperature rise occurring in individual iron-loss 
observations is also small; for example, in the extreme case of 
an iron loss as high as 20 watts/kg, the temperature rise in 
4sec is only about 0:2°C. Successive observations could 
therefore be made without having to allow very long intervals 
for steady temperatures to be reached as in some thermal 
methods. 

Some preliminary calculations were made to see what effect 
on the rate of rise of temperature at the centre of the test strip 
would be caused by longitudinal heat flow from the strip into 
the yokes. If it is assumed pessimistically that no rise in tem- 
perature occurs at the ends of the test limb, the solution to this 
heat-flow problem given by Carslaw and Jaeger!” may be applied. 
It was found with an iron strip that for a 7cm length of the test 
limb the temperature rise in an interval of 10sec would be 
approximately 2% lower than for a limb of infinite length. 
This was considered quite satisfactory, since a similar effect is 
present in the guard strips and an error of this kind is in any 
case taken care of by the direct method of calibration already 
mentioned; this direct method also eliminates possible errors 
arising from the thermal capacities of the thermocouples and the 
magnetizing coil. 

The magnetizing winding was wound with 0-027in enamel- 
covered copper wire with 18 layers and 14 turns per centi- 
metre per layer, i.e. a total of 252 turns per centimetre. More 
copper than this could have been put into this winding at the 
expense of increasing the leakage impedance. This would have 
reduced the heating but increased the flux-waveform distortion, 
and some compromise was necessary. A field strength of 
800amp/cm (1 000 oersted), giving an induction in the case of 
dynamo iron, for example, of 2-21 Wb/m/?, therefore requires a 
peak current of about 3:2amp. If the current waveform is taken 
into account the r.m.s. value is about 1-5amp, giving a cal- 
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culated initial rate of rise of temperature of the copper of about 
0-08°C/sec. The corresponding rate of rise in an iron specimen 
with an iron loss as low as, say, 3 watts/kg is about 0-006° C/sec. 
However, if the thermal capacity and heat insulation of the 
Bakelite former, and the air spaces in the test limb are taken 
into account, it is estimated that any error due to heat flow from 
the winding to the iron during the short 4sec test periods is 
negligible, particularly since the difference in the rates of rise of 
temperature of the specimen and the guard strip is the important 
quantity. Even when H,,,, was raised to the highest value 
employed, namely 2 000amp/cm, the copper temperature then 
increasing at the rate of about 0-5°C/sec, the experimental 
arrangement already described was still considered to be satis- 
factory. However, it is clear that, to use this method for still 
higher values of H,,,,,, special attention would have to be given 
at least to the cooling or thermal insulation of the magnetizing 
winding. 

Since the guard strip of 0:010in Nichrome is also inside the 
magnetizing winding, it will be heated by induced eddy currents 
produced by the applied magnetic field as well as by the longi- 
tudinal current passed through it. When H,,,,, is 2 000amp/cm 
the value of B,,,, in the strip is about 0-25Wb/m?. If the 
resistivity of the strip is 100 microhm-cin, the calculated eddy- 
current loss is about 0-002 watt/kg, which is negligible when 
compared with the iron losses. A current of lamp in the strip 
gave approximately 2-3 watts/kg; hence the entire range of iron- 
loss measurements was very conveniently covered by varying the 
guard-strip current from zero to about 3amp (20 watts/kg). 


(3) RESULTS 


(3.1) Materials Investigated 


Measurements were made on the materials listed in Table 2. 
Samples 1-6 were ordinary hot-rolled silicon-iron materials as 
used in motors and transformers. Sample 7 was a grain-oriented 
transformer iron having, according to a torque test, about 80% 
of the crystals approximately lined up with a cube-edge in the 
rolling direction and (110) planes in the plane of the sheet. 
Sample 8 was a thin sample in the cold-worked condition. This 
was included as a matter of interest, since the loss is almost 
entirely due to hysteresis. Also available was a strip of 3% 
silicon-iron, 3cm wide, which contained several large crystals 
which spanned the full width of the strip; the test for specimen 8 
was on one of these. The cube-edge of the crystal was, however, 
inclined at 9° + 2° to the longitudinal axis of the strip. Finally 
specimen 10 was a cobalt-iron material of the approximate 
composition given in the Table. 


49% Co, 48% Fe, 2%V 
+ Mn and Si 
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Table 2 
se ; pao j neihore ; M i 
one Materia apt TE Oe ane eee Resistivity ration 
WA g/cm3 in microhm-cm Wb/m2 
1 | Hot-rolled Across 0:5 7-83 0-0190 15-0 ren | 
2 Hot-rolled Along 0:3 7:85 0-0159 15-0 
3 Hot-rolled Along 1-85 7:68 0-0161 36°38 
4 Hot-rolled Across 4-0 ERS 00-0144 55-0 
5 Hot-rolled Along 3:5 7:62 0-0077 49-1 
6 Hot-rolled .. BER eS. Across 325) 7:62 0-0073 48-8 
3 ee ree grain oe Along 3-3 7:62 0:0133 50:7 
reduced, in cold- Along 3-0 7:6 : : 
5 Stee condition : me a? 
ingle crystal .. | 9° from [100] 3-0 7-63 OL . 
10 Cobalt-iron: approximately Along —_— 8-15 070000 rth 


(3.2) Measurements and Corrections: Specimen 1 


As a necessary addition to the iron-loss measurements, t 
relation between M,,,, and H,,,, WaS determined using t 
synchronous commutator, and the waveforms of the inducti) 
in the specimen and of the applied field were also plotted for 
few values of the flux density. The form factors of the e.ny 
induced in the B coil were also determined from catho¢ 
ray oscillograms. This procedure was carried out for ev 
specimen. | 

Fig. 5 shows the observed relation between M,,,, and H,, 
for specimen 1, and two flux waveforms are plotted in Fig. | 
the flux-waveform distortion occurring at the higher flux dens: 
will be noticed. Fig. 7 shows the peaky waveforms of the appli 
magnetic field as determined from the H coil, while Fig. 8 sho’ 
the form factors observed for this specimen the highest | 


Hmax? OERSTED 
fe) 2500 


Himax? omp/cm 


Fig. 5.—Relation between Mjrax and Himax for specimen 1. 
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Fig. 6.—Flux waveforms for specimen 1. 


625 


60 90 120 
ELECTRICAL DEGREES 


Fig. 7.—Waveforms of applied magnetic field for specimen 1. 
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Fig. 8.—Induced e.m.f. waveform factors for specimen 1. 
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Fig. 9.—Iron losses in specimen 1. 


(a) Observed total iron loss. 

(b) Calculated eddy-current loss for sinusoidal flux. 
(c) Corrected eddy-current loss. 

(d) Corrected total iron loss. 

(e) Dynamic hysteresis loss. 

(e’) Calculated empirical curves. 


which is only 1:29. The highest value observed for any specimen 
was 1-73. 

Curve (a) in Fig. 9 shows the observed total iron loss for 
specimen 1. It is desirable to estimate from this what the total 
loss would have been if a sinusoidal flux had been maintained at 
all flux densities. It is usually assumed!? in making this correc- 
tion that the hysteresis component of the loss is independent of 
the flux waveform and depends only on B,,,,, while the eddy- 
current component varies as the square of the form factor of 
the e.m.f. induced by the flux in the specimen. This method of 
correction has been adopted. Curve (6) is the eddy-current 
component of the iron loss calculated for sinusoidal flux by the 
usual formula in terms of the thickness and resistivity of the 
specimen.!4 To allow for the waveform distortion the values in 
curve (6) must be multiplied by the square of the ratio of the 
form factors given in Fig. 8 to the form factor of a sine wave. 
The corrected eddy-current loss is then given in curve (c). The 
difference between curves (c) and (6) represents the increase in 
total iron loss due to the distortion of the flux waveform, and 
when this difference is subtracted from curve (a) the resulting 
curve (d) is the total iron loss expected for sinusoidal flux. For 
this specimen the eddy-current component and the correction 
are comparatively large, but with some of the other materials, 
notably specimens 5, 6, 8 and 10, they are relatively small. If 
now the eddy-current component given by curve (0) is subtracted 
from the total iron loss curve (d) [or (c) from (a)] the result is 
curve (e), which may be called the dynamic hysteresis component 
of loss, i.e. the hysteresis loss occurring in this case at S0c/s. 
In this connection it may be noted that it has already been 
suggested that the calculated and the true eddy-current losses 
in a thin sheet are unlikely to be appreciably different!> and that 
the so-called ‘‘anomalous eddy loss” is, in fact, due to a hysteresis 
effect dependent on frequency!¢ and is thus a part of the dynamic 
hysteresis loss. 

The interesting feature about Fig. 9 is that the dynamic 
hysteresis loss reaches a very definite saturation value. If this 
saturation persists to still higher inductions, then clearly the 
total iron loss is also known up to any flux density. A similar 
result has been found with all the other materials investigated, 
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although a saturation value is not so positively attained in the 
cases of specimens 3, 8 and 10. 

The overall error in the absolute values of the iron losses 
measured by this method is considered to be not more than 
about 5%, with a relative error over any one curve less than this. 
Other methods of making iron-loss measurements on single strips 
at lower flux densities have been described, but the necessary 
equipment was not available to make a direct check with the 
present method. However for specimen 7 a Lloyd—Fisher test 
on the whole sample of 32 strips, with a possible error of about 
2%, gave iron losses at inductions of both 1:3 and 1:5 Wb/m? 
which were 7% lower than the corresponding values obtained 
on the single strip specimen. 


(3.3) Results for Specimens 2-10 


The results obtained for the other specimens were dealt with 
in the same way as for specimen 1, the iron-loss curves being 


* 
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given in Figs. 10-12. In’each case curve (d) is the total i 
loss corrected for the waveform distortion and curve (e) is 1 
dynamic hysteresis loss. As a general rule the shape of the ire 
loss curves reflects the shape of the magnetization curves. 
change in slope of the iron-loss curves occurs at a flux den 

corresponding approximately to the knee of the magnetizati 
curve, and again when the intensity of magnetization approack 
saturation. | 


] 


(4) DISCUSSION OF RESULTS } 
(4.1) Complete Iron-Loss Curves | 


It may be concluded from the results that, when the intens 
of magnetization M,,,, reaches its saturation value M,, 7 
dynainic hysteresis loss p, also reaches a saturation value | 
It is therefore possible to draw a curve relating p, and M,,,, | 
any of the materials which is the complete characteristic. | 


| 


desired, the relationship between total iron loss and B,,,, m9 
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Fig. 10.—Iron losses in specimens 2, 5, 6 and 7. 
(d) Total iron loss corrected to sinusoidal flux. 
(e) Dynamic hysteresis loss. 
(e’) Calculated dynamic hysteresis loss. 
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Fig. 11.—Iron losses in specimens 3, 4 and 9. 


(d) Total iron loss corrected to sinusoidal flux. 
(e) Dynamic hysteresis loss. 
e’) Calculated dynamic hysteresis loss. 
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IRON LOSS, watts/kg 


Fig. 12.—Iron losses in specimens 8 and 10. 


(d) Total iron loss corrected to sinusoidal flux. 
(e) Dynamic hysteresis loss. 


1en be plotted up to any value of the induction without apparent 
mit, provided that the magnetization curve, the thickness and 
1e resistivity of the material are known. The complete relation- 
aip between p, and M,,,,,. for specimen 1 is shown in Fig. 13. 
. comparison of the shapes of these characteristics for the hot- 
oiied fully-annealed materials is given in Fig. 14, in which the 
rdinates and abscissae are expressed as ratios. Since these 
articular materials are not specially grain-oriented, a common 
nape for these characteristics would not be unexpected and is 
sen to be very approximately realized. 


(4.2) Derivation of Empirical Formulae 


The practical usefulness of a complete iron-loss characteristic 
f known shape for a particular type of material would be that 
‘on losses at high flux densities might be estimated from 
1easurements easily made by standard routine methods at lower 
ensities. Empirical equations for this characteristic will now 
e found. 

The knee of the magnetization curve of a single crystal of iron 
r silicon-iron for a cube-face diagonal direction, [110], occurs 
eoretically when the value of the magnetization is 1/\/2 of 
ae saturation intensity. For polycrystalline material with a 
andom disposition of the constituent crystals the knee of the 
urve is also somewhere near this value of the magnetization. 
here is a rounded discontinuity, not only in the magnetization 
urve at this point, but also in the hysteresis-loss curve. This 
as previously been commented on and indeed can also be 
2en in Fig. 14. It will be assumed that any characteristic drawn 
9 fit the experimental points in Fig. 14 for any of the specimens 
; made up of curves OP and PS intersecting at P, the co-ordinates 
f which are 


m= MIM, =Afy/ 2 
nd P = P,lp, = [2 


The Steinmetz equation p = am" will be assumed for curve 
YP, where a is a coefficient and 7 is a suitable exponent.!”_ Since 
1e curve passes through P, a = 1/24—7/2), and therefore the 
quation of OP becomes 

m®” 
Dp = 20—7)2) ° ° . . ° . (1) 


Analogously, the equation of curve PS will be assumed to be 
| — p) = b(1 — m)*, where 6b is a coefficient and the same 


exponent v is arbitrarily retained. Since this curve also passes 
through P, 
1 
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Fig. 13.—Complete hysteresis-loss characteristic—specimen 1. 
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Fig. 14.—Shape of hysteresis-loss 
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and hence the equation of PS becomes 

(di — my)" 
QR A/ 2 = 1} 


Eqns. (1) and (2) are general relations in which the variables 
= in the form of ratios. However, substituting p,/p, for p and 
|M, for m gives for curve OP: 


(2) 


1—p= 


M vias 


Pp=a ieee Lk © aren (S) 
ae Ps 
where a Mrxi-nD ke Aedes) 


In M.K.S. units a’ is clearly the hysteresis loss in watts per 
kilogramme when M,,,,, = 1 Wb/m? (10 kilogauss). If this loss 
is known as well as the saturation value M, and the Steinmetz 
exponent n for the lower part of the curve, eqn. (4), if the 
empiricisms are well founded, enables the saturation value of 
the hysteresis loss, p,, to be calculated. 


Eqn. (2) may also be rewritten as 


Fa Ek b Oia Mina: : . : . (5) 


/ 


b’ ot Ps p23 a 
7 MESA a2) 


If these empirical relations based on certain arbitrary assump- 
tions can be shown to fit the observed iron-loss curves, the 
upper parts in any given case become calculable when only the 
lower parts are known. In fact, the entire characteristic would 
be known if only a’, the hysteresis loss at 1-0 Wb/m? and the 
“exponent m are known. Hence also, if the magnetization curve 
and the thickness and resistivity of the specimen are known, 
the complete curve relating the total iron loss with B,,,,. may be 
drawn up to any value of the induction. 


where 


(6) 


(4.3) Application of Empirical Formulae to the Experimental 
Results 


The foregoing theory has been applied to all the specimens 
to which it is applicable, namely to the hot-rolled silicon-irons 
specimens 1-6. In general, for points below the knee of the 
magnetization curve M,,,, is nearly equal to B,,,,. Above the 
knee, B,,,. is obtained by adding the appropriate value of 
Lomax to Max: 

For specimen 1 the observed value of p, at 1Wb/m? was 
2°25 watts/kg; therefore a’ = 2:25. The exponent 7 on the 
lower part of the curve was found to be 1-57, whence p, = 
2:25.M}\37. The broken line shows this curve in Fig. 9 to be 
in reasonably good agreement with the experimental curve. 
Then with a’ = 2-25, n = 1:57 and M, = 2:13, eqn. (4) gives 
P, = 8:59 watts/kg. This is 3°% lower than the observed value 
of 8-85 watts/kg. Then, from eqns. (5) and (6), the equation of 
the upper part of the curve is given by 


Py = 8-59 — 9-00(2-13 — )1-57 


VE ne 


This relation, using the appropriate values of Bnax» iS plotted 
in Fig. 9 as the upper broken line (e’). The agreement between 
the empirical and observed curves would in this case be probably 
quite good enough for most practical purposes. 

Specimen 2 is a material similar to specimen 1, although in 
fact obtained from a different supplier. The experimental value 
of p, at 1:0Wb/m? was 2-65 watts/kg. This value for a’ and 
the assumption that m would be 1-57 as for specimen 1 gives the 
following equations: 


Py= 2-65Mi 5 
= 10-16 — 10-6 (2:14 — M,,,,)!°57 
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The broken line e’ shows these curves in close coincidery 
with the observed result for specimen 2 in Fig. 10. Such remar 
able agreement is perhaps fortuitous. In this case the predicts 
value of p, is 10-16Wb/m?, which is about 3% greater than t 
observed value of 9-90 watts/kg. 

For specimen 3, the values found for a ‘and n were 2:63 wattalt 
and 1-56, with M, = 2:06Wb/m?. The equation of the upp 
curve is then 


Pp = 9°42 — 10°42(2:06 — Mi ye 

The empirical curves are given by the broken lines in Fig. | 
and are to be compared with curve (e) for specimen 3. 
agreement is now not so good, the predicted value of p, bei 
11°% higher than the observed value. 

The equations obtained for the remaining materials are plott 
in Figs. 10 and 11. They are as follows: 


t 


(j 


Specimen 4: p, = 1:20 M1/83 
Pr 4-28 —6-02(1: 94 — Myax)' * 


I 


Specimen 5: p, = 1:51 M137 
P, = 5° 17 — 6-04(1- Sie 


Il 


Mae) 57 
Specimen 6: p, = 1-83 M137 


Py, = 6-00 — 7321-94 — Manga)! 57 


max. 
The empirical results for specimens 4 and 6 are not vé 
satisfactory, but agreement is again quite good for specimen 5., 


(5) CONCLUSION 


A method of measuring iron losses in sheet materials at a} 
flux density, including flux densities in the magnetic saturati} 
region, has been described. The results obtained at 50 
indicate that the hysteresis component of the total loss for ira 
silicon—iron and cobalt-iron reaches a saturation value at hii 
flux densities. 

An empirical relation between hysteresis loss and intensity 
magnetization is proposed for the upper part of the loss cui 
and for use with hot-rolled non-oriented silicon—iron material 
This is in such a form that the upper part of the loss curve 
be predetermined if the lower part is known. The relation 
found to apply closely to two samples of dynamo iron, moderate 
closely to a sample of 3-5% silicon—-iron, but only indiffere: 
to three other silicon—iron materials. 
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DISCUSSION ON THE ABOVE PAPER AND A PAPER BY C. D. MEE AND R. STREET,* 
BEFORE THE MEASUREMENTS SECTION, 1ST MARCH, 1955 


Dr. L. G. A. Sims: The experiment described in the paper by 
‘rof. Brailsford and Dr. Bradshaw is very ingenious and seems 
most excellent piece of work. Certain points in the paper are 
on-contentious. For example, in Section 2.1 the authors refer 
) the specific heats of the types of magnetic laminations with 
hich they were concerned, and I think it is agreed that informa- 
on is not available about the specific heat or the heat capacity 
f packs of these laminations. Cases occur in which that quan- 
ty can be really important. It has been stated elsewhere that 
10dern steel laminations are manufactured with no oxide scale 
n them, and I would be interested to know whether this is 
enerally true. 

In Section 2.3 I was momentarily nonplussed by the expression 
iven for H,,,,, as 2kA/cm. However, it is merely a statement 
f the magnetizing force expressed in the M.K.S. system. It is 
nother instance where the rationalized M.K.S. system, which is 
njoined upon all of us, produces some very unexpected and 
nfamiliar results. Magnetizing force is expressed in amperes 
ond not in ampere-turns. It used to be particularly stressed 
at magnetic effects depended on ampere-turns. That was the 
ole burden in the earlier days of magnetic design. I am well 
ware of the arguments which are advanced in favour of the new 
stem. Engineers have now to remember two constants which 
ere not needed before. One is 47 x 10-7 and the other is 
55 x 10-12, 

It is suggested that the heat loss is very small because the heat- 
z time is small. I know the authors do not really mean that 
1c heat loss is entirely negligible, but there is a certain correla- 
on of the idea that, because the heating time is small, the heat 
ss is small. If the temperature rises at the surface, however 
ort the time, then heat loss continues just the same. It is 
fallacy to think that because one cuts down the heating time, 
16 can cut out the heat loss. The two must remain linked 
wether, and the shortness of time cannot be used as an argu- 
ent in favour of neglecting the heat loss—at any rate in an 
‘periment in which surface temperature is used. 

In Section 2.3 it is stated that the mean area of the B coil 


* “An Improved Precision Permeameter,” Paper No. 1746 M, December, 1954 
e101, Part Il, p. 639). 


cannot be determined exactly. If the B coil is calibrated in a 
standard field, as I presume the A coil was calibrated, and the 
number of turns is known, the mean area should be immediately 
available. 

What degree of accurate overlap was achieved with the results 
obtained from other longer-established methods, not only in one 
case but in all cases? 

I am very much impressed by the great difficulty involved in 
making accurate thermal measurements. The authors’ argu- 
ments are closely reasoned, and they suggest that inaccuracies in 
making measurements on a single strip like this have all been 
taken into account. But I still wonder whether that is really 
the case. 

Under the methods used by the old classical experimenters, 
every factor and piece of apparatus in the experiments was 
changed to make quite certain that nothing was weighting the 
results. This was standard procedure, and the results had to 
withstand that stringent test. Would the authors guarantee that 
their apparatus could be expected to repeat the results with 
accuracy? What degree of accuracy would have been attained 
if, for instance, the simple test had been applied of dismantling 
and reassembling the apparatus and repeating the measurements ? 

Mr. R. G. Martindale: The paper by Prof. Brailsford and Dr. 
Bradshaw is a very valuable contribution to the subject of iron- 
loss measurement. It is the first time that iron losses have been 
measured at flux densities as high as 23000 or 24000 gauss, and 
the information given in the paper will be valuable to the 
machine designer, who has not hitherto known the order of 
the losses to be expected at these flux densities. It is interesting 
to see the way in which curves (e), which are called the dynamic 
hysteresis loss, in each case turn over and approach a saturation 
value, particularly as they also include the so-called anomalous 
loss, 

In the paper by Dr. Mee and Dr. Street, the arrangement of 
two Permalloy rods wound in series opposition, so that the 
fundamental component in the secondary winding is practically 
eliminated, is a good one. Would the authors give some idea of 
the volume over which the flux-gate detector measures the field? 
How far apart are the Permalloy rods and how long are they? 
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I was most interested in the comparative B/H curves obtained 
by different methods and given in Figs. 4 and 6. Whilst Fig. 6 
shows good agreement between the three methods for a material 
having a maximum permeability of 12000, the agreement shown 
in Fig. 4 for grain-oriented sheet, having a maximum permeability 
of 50000, is rather poor. It is difficult to see why this should 
beso. No evidence has been reported previously that, if the field 
at a fixed point inside the magnetizing coil of the permeameter 
is adjusted by compensation to be the same as without the 
‘specimen present, there may be a radial variation in H, as sug- 
gested in the paper. This method of adjustment for uniform H 
is used in obtaining the curves denoted “ballistic measurement.” 
A radial variation in H of the order of 30% at an induction of 
12 kilogauss, as implied by Fig. 4, could easily be detected by 
turning the flux gate so that the plane through the two Permalloy 
rods was perpendicular to the plane of the specimen, in which 
case the double-frequency signal could never be completely 
eliminated. Did the authors make such a check for radial 
non-uniformity of H? 

What was the grain size of the oriented material? If the 
flux-gate detector is not large compared with the grain size, 
variations in the measured value of H would be expected as the 
detector is moved over the surface of the specimen. Further- 
more, magnetic inhomogeneity arising from comparatively large 
grain size might lead to error in deducing the average value of H 
for the material from measurements made close to the surface of 
the specimen. It seems that the validity of measuring B/H curves 
for high-permeability large-grain grain-oriented material, by 
the methods described, might be in question unless steps were 
taken to ensure that the average properties were obtained, as 
would apply in tests on annealed spiral cores or in long solenoids. 

Prof. J. T. MacGregor-Morris: Fig. 9 of the paper by Prof. 
Brailsford and Dr. Bradshaw is of singular value. It is very 
difficult to find out what is happening as we approach alternating 
saturation in iron. Often there is thermal trouble, e.g. heating 
of the magnetizing coil, which prevents results of any value being 
obtained. 

In his early books, Steinmetz gives a curve of the a.c. losses 
in iron at various flux densities, and, as saturation is approached, 
the points on the curves become irregular, but there is a tendency 
for the curve to incline over. However, we are now on a firm 
foundation. 

We know that the losses in sheet steel vary considerably over 
a single sheet. I should like to see tests on a number of speci- 
mens which have been cut from the same sheet but from different 
places and at right angles to one another. I know it entails 
more work, but I should like to know whether the turn-over 
point comes at the same place for each of the specimens cut 
from one sheet, and at the same time I should like to know the 
range of losses for the various samples at a given induction 
density. 

The losses in a sheet can be measured in one of three ways: 


(i) At a point as in Reference 7. 

(ii) For the sheet as a whole as by Dannatt, Astbury or Emmerson. 

(iii) By the method described in the paper, where a small strip 
measuring 7cm x 3cm is used. 


In addition there are the Epstein and Lloyd—Fisher square 
assemblies, where the whole sheet is cut up into a number of 
strips and an average figure for the loss in the sheet as a whole 
obtained. 

The electrical designer wants to know which of the above 
tests should be specified in order that the figure supplied him for 
the loss is sufficiently reliable for his purpose, whilst at the same 
time being as economical as possible in time and money. 

Apparently the tests were made at or very near room tem- 


perature. How would the curves be altered if the temperatu 
were raised by, say, 20°C? 

Mr. C. E. Webb: In the paper by Prof. Brailsford and 
Bradshaw, can the authors explain the shape of the curve shoy 
in Fig. 8? Prof. Astbury* showed that distortion is direc 
related to the electrical circuit constants and the shape of ti 
hysteresis loop. It would therefore be expected to increase pe 
gressively with B,,,, above the point of maximum permeabil) 
(unless changes in the electrical circuit were made), and tl 
normally occurs. | 

I wish to deal mainly with the application of the authors’ wa 
to commercial testing. Have they considered the possibilit 
of adapting their method or developing a method on simi 
lines which would be suitable under such conditions? T) 
prospects do not seem promising, and the alternative of derivil 
a general expression which would allow the losses at saturation| 
be deduced from measurements in the normal working ran 
is therefore worth exploring. Fig. 14 suggests the possibility | 
such an expression for hot-rolled materials, but I do not thi: 
the authors have made the best case for a determination | 
the losses at saturation by extrapolation. They have been a lit 
seduced by the mathematical neatness of their solution based 4 
Steinmetz’s constant-exponent law. It is well known that, | 
occurs in specimens 4 and 6, the hysteresis loss often increas 
between B,,,,, = 10kG and about 15kG, much more rapiq 
than would be expected on the basis of the constant expon 
normally observed below 10kG. Let us therefore confine t 
extrapolation tothe region above B,,,, = 15kG. The saturati 
loss p, can be computed from the loss, p,, at some convenié 
magnetization M using eqns. (5) and (6) which yield 


max? 


; , M 
Ds = Phase & 


al 
v/v 
where a’ = Loss at 10kG. 
Results calculated in this way, taking M,,,, = 15kG, 


compared with the measured values of p, in columns 2-4 
Table A. 


TABLE A 


Values of ps 
Values of ps 
calculated 
from py», at 
16kG 


Specimen 


arralite Discrepancy 


| Calculated 
from pp 
at 15kG 


Measured 


The agreement is very good except for specimen 3. 
results may be expected if a higher value of M,,,,. is used, al 
columns 5 and 6 show that, taking M,,,,.. = 16kG, no 
crepancy exceeds 5%, which is the order of accuracy of 
measurements. It may well be that some better empirical bal 
for extrapolation could be found, and further results on each 
the main grades of sheet steel are needed to establish the m 
reliable method, but the above examination suggests that the 1 
at saturation can be deduced, with all the accuracy that is 
practical significance, from loss measurements at the stand: 
flux densities of 10 and 15kG, with possibly one lower 
density, say 5kG, to enable the exponent n to be determined. 


* Astbury, N. F.: “Some Aspects of the Theory of Iron-Testing by Wattm 
and Bridge Methods,” Journal I.E.E., 1948, 95, Part II, p. 607. 5 
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Confirmation of this view by further investigation is desirable, 
and no effort should be spared to ensure that the results of this 
valuable piece of research are applied to the best advantage. 

Mr. O. I. Butler: The results contained in the paper by Prof. 
Brailsford and Dr. Bradshaw suffer from the serious disadvan- 
tage that they do not correspond to simple standard waveforms 
of alternating total flux or surface magnetizing force. One of 
these standard and repeatable conditions must be complied with, 
particularly for high values of magnetization, if the results are 
to be of real general and scientific value and capable of being 
theoretically extrapolated with confidence to still higher values 
of magnetization. 

_ For example, the authors assume that the eddy-current loss 
varies as the square of the form factor of the e.m.f. induced. by 
the total flux in the specimen. This is true for the eddy-current 
loss occurring at the surface of a lamination. However, the 
waveform of the eddy-current e.m.f. changes with the displace- 
ment from the surface towards the centre of the lamination, 
and therefore it is unlikely that the correction factor applicable 
to the surface is applicable also throughout the lamination thick- 
ness. Thus an unknown error is incurred by the authors in the 
calculated value of the eddy-current loss for sinusoidal total 
flux conditions. 

' Furthermore, it is known that the magnetizing-circuit para- 
Meters can influence the apparent loss of a specimen when 
harmonics of both current and e.m.f. are present. Thus, in 
order to avoid the difficulties of reproducing identical circuit 
parameters in the different laboratories of manufacturers and 
users in an attempt to obtain a basis for comparison of the 
measured loss, it is necessary to specify that no harmonics of 
surface magnetizing force of the specimen are present, or, alter- 
natively, that no harmonics of total flux in the specimen are 
present. Neither of these conditions can be obtained in a really 
simple manner at high magnetizations, although I am at present 
using a fairly simple form of feedback circuit to produce a 
sinusoidal surface-magnetization condition corresponding to a 
mean flux density appreciably greater than that attained by the 
authors; and a multi-frequency motor-generator set, giving 
variable phase and amplitude of the harmonic currents to produce 
a close approximation to sinusoidal total flux in the specimen. 
The latter is similar to the method used by Cormack,* although 
certain modifications have been made to obtain higher mag- 
netizations and to overcome the difficulties of power measure- 
ment. 

The authors state that “‘preliminary measurements confirmed 
that there was a negligible variation of flux density along the 
test length of the specimen.” This point might well have been 
taken for granted, since it has been substantiated by Hammond.t 
However, it cannot be taken for granted that the H coils used 
by the authors give a true record of the magnetizing force at the 
surface of the specimen. In Fig. 3 it is unlikely that the H-coil D 
embraces a uniform horizontal flux for the whole of its length 
and depth for every value of H in a magnetizing cycle. I have 
found it necessary, with my equipment, to limit the length of the 
H coil to less than half the available length between the ends of 
the yoke. It is possible that Fig. 3 is misleading on this point. 

Would the authors confirm that transient-current effects in 
closing the switch S in Fig. 1 failed to produce a degree of 
polarization of the core, or initial rate of heating of the strip C, 
which appreciably influenced the initial relative rates of rise of 
the temperatures of the specimen and the strip C? The authors’ 
method of measurement is based essentially on the initial relative 


* CorMACK, W.: ‘““The Development of a Magnetic Testing Apparatus to Determine 
ron Loss at High Flux Densities,” Transactions of the South African Institute of 
jlectrical Engineers, 1947, 38, p. 257. as , : 

+ Hammonp, P.: “Leakage Flux and Surface Polarity in Iron Ring Stampings, 
-roceedings I.E.E., Monograph No. 116, January, 1955 (102 C, p. 138). 
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rates of rise of temperature, and therefore transient effects could 
lead to appreciable inaccuracy of the measured loss. Further- 
more, if polarization is involved, the measured loss by such a 
method corresponds to waveform conditions different from the 
steady-state waveforms recorded in the paper. 

Could the authors state the upper limit of magnetization 
conditions at present encountered in the various applications of 
magnetic materials at power, and higher, frequencies? 1 suspect 
that, at some points in certain machines and equipment, the 
upper limit is appreciably beyond that of the test results given 
in the paper. In any case, it seems that only by obtaining a 
more certain knowledge of the losses involved at extremely high 
magnetizations will it be possible to ensure that ‘‘hot spots” are 
avoided, in making the maximum use of magnetic materials in 
present and future machines, 

Mr. E. Rawlinson: With regard to the paper by Dr. Mee and 
Dr. Street, one of the great troubles and time-wasters in the 
use of a permeameter is the establishment of uniform flux. It 
seems, therefore, that to have a direct indication of the lack of 
compensation is admirable in general and almost essential for 
the measurement of hysteresis loops on high-permeability 
materials. In the normal method of obtaining a hysteresis loop 
we work down from the saturation point, or from the peak 
value of H with which we are concerned, to zero to get the 
remanence, and to compensate correctly we are trying to notice 
a small change in a large measured value. With high-per- 
meability materials a slight change in H near zero will produce 
a very large change in B. The direct indication of the lack of 
compensation overcomes that problem. 

The authors quote Reference 3 for the statement that the 
disturbance of the magnetizing field due to the proximity of the 
detector is only 1%. The formula involved is that the fraction 
of the field which might exist in the sample near the detector, 
owing to the detector being there, is 4(d,/I.)?, where d, is the 
diameter of the coil inside which there is no flux and /, is the 
length of that coil. For 1% accuracy, it would appear that /, 
should be greater than 7d,. From the figures given by the 
authors, in this case it was only 5d,. 

With reference to the use of the detector for the measurement 
of H it seems that one of the factors involved is the demagnetizing 
factor of the Permalloy rods. The ratio of the length to the 
diameter is about 60:1, which gives a demagnetization factor 
of 10-3, and the permeability of the Permalloy will be about 
100000. The apparent permeability will therefore be about ten 
times less than the true permeability. Is it possible, by using 
thinner or longer Permalloy wire, to obtain still higher sensitivities 
in that direction? 

What is the amount of feedback? In other words, what 
change of H is necessary to produce the feedback current? For 
instance, if it was, say, 100:1 and we were using one of these 
instruments to measure a value of H of 1-2 oersteds, a field of 
0:01 oersted would still exist on the Permalloy rods; that would 
in itself produce quite a high flux density. It would perhaps 
be about 1000 gauss in the Permalloy rod itself. Could this 
lead to an error? 

In using a flux gate as an H-measuring device, if it were placed 
in a field of 3 or 4 oersteds it seems that everything would be 
saturated and the detector in the feedback circuit would return 
to zero. Is there any way of knowing whether this has happened ? 

Have the authors considered using one of these devices to 
measure a low-frequency a.c. field? One would obviously get 
a modulated signal from the search coil of the flux gate. 

Prof. H. E. M. Barlow (communicated): In interpreting the 
experimental observations recorded in Figs. 9, 10 amd 11 of the 
paper by Prof. Brailsford and Dr. Bradshaw, the eddy-current 
component of the total iron loss making a correction for the 
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form factor of the flux wave is calculated. The authors then 
proceed to deduce curve (e), which is represented as the hysteresis 
loss. This curve becomes horizontal at high flux densities and 
thus indicates a hysteresis component of the total loss depending 
only on B,,a». It certainly seems likely that this interpretation 
is the correct one, but I think that attention should be drawn to 
the fact that any inaccuracy in the calculation of the eddy-current 
loss will introduce a corresponding inaccuracy in the hysteresis 
loss. What evidence exists for the assumption that at these very 
high flux densities, when the waveform is seriously distorted, the 
same correction for form factor can be applied in calculating the 
appropriate eddy-current loss as at low flux densities ? 

I would also suggest that the problem of obtaining the very 
high flux densities required in the specimen, without overheating, 
might possibly be tackled by using a permanent magnet supple- 
mented by a magnetizing coil. The permanent magnet, or 
perhaps alternatively the specimen, could be rotated in syn- 
chronism with the a.c. magnetizing current, so that the two 
magnetizing forces thus obtained act in support of one another. 

Dr. A. J. King (communicated): When Prof. Brailsford left 
industry I was given the responsibility for carrying on his mag- 
netic work, and it is interesting to note that without any col- 
laboration we chose similar ways of tackling the problem. I 
decided to use a single 4 in-wide test strip in a magnetizing yoke 
and to determine by means of a thermocouple and galvanometer 
the initial rate of rise of temperature of the strip under a.c. 
magnetization, followed by the reproduction of that initial rate 
of rise by passing direct current through the strip. As in the 
the authors’ case, the short heating time, which was sufficient 
to determine the initial rate of rise of temperature, minimized 
losses. My choice of a single strip for both a.c. magnetic heating 
and d.c. resistance heating gave a direct calibration independent 
of the specific heat of the test strip and so avoided one of the 
authors’ uncertainties, although they carried out a check in the 
same way. However, this choice lost the authors the advantage 
of a null method, since the photo-electric amplifier has to remain 
constant in sensitivity between the a.c. and d.c. runs although 
the absolute temperature sensitivity is unimportant. A large 
magnetizing coil and yoke were used to try to obtain a 
trapezoidal flux wave similar to that obtaining in armature teeth. 
However, when the results were analysed, as in the paper, by 
substracting the calculated eddy-current loss from the total loss, 
a saturating hysteresis-loss curve similar to that of Fig. 9(e) was 
obtained, and it was realized that with this information it was 
possible to calculate the total loss for any desired field form. 
Attempts to produce a particular waveform corresponding to 
a practical field form were therefore discontinued. 

The paper by Dr. Mee and Dr. Street describes a rapid method 
of making accurate B/H and hysteresis measurements using the 
type of permeameter which my colleagues and I described. The 
all-important question is whether the presence of the flux gate 
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Prof. F. Brailsford and Dr. C. G. Bradshaw (in reply): We 
agree with Dr. Sims that it cannot be argued that, because the 
heating time is small, the heat losses from the surfaces of the 
strip specimen are also small. The important points in this case 
are that there is no difference in temperature between the specimen 
and the neighbouring guard strips and that there is negligible 
error at the centre of the specimen owing to heat flow by conduc- 
tion to the yokes. Dr. Sims, however, probably has in mind the 
possibility of thermal interference owing to the different rates of 
rise of temperature in the magnetizing coil and the test limb. 
This again involves a difference between such effects on the 
specimen and guard strip, respectively, and within the range of 


> 


with its magnetic vacuum near the specimen nullifies to | 
appreciable extent the criteria for field uniformity which we lé 
down. Since radial uniformity of field and a magnetic vacul| 
are clearly incompatible, it is a matter of degree which must | 
settled for the whole range of permeabilities to be encounter} 
in testing. It would obviously be preferable to have a ca| 
tinuous indicator of flux, such as a small rotating coil connect} 
to a measuring instrument, which did not disturb the field it s 
out to measure. We have toyed with the design of such a fiuj 
measuring device, but there are several difficulties. An altq 
native course might be to use a small piece of Silmanal 
indicate by means of a pointer or reflected light beam when t} 
magnetizing field is accurately parallel to the coil axis aj 
specimen surface. The low permeability of Silmanal, togethy 
with the use of a very small piece, would ensure negligit} 
distortion of the field. However, the authors have satisfi 
themselves that the effect of the flux gate is negligible, andj 
assume this applied to the highest-permeability materials teste 
In this connection the greatest divergencies in Fig. 4 are at 
highest permeabilities, as would be expected. 

Mr. D. Edmundson (communicated): The paper by Pr 
Brailsford and Dr. Bradshaw provides a complete solution 
one of the few outstanding practical problems in power-freque 
magnetic measurements. All who have to employ these materiz 
at high flux densities, particularly in a.c. machines, will remay 
in the authors’ debt. From the practical standpoint one cj 
only hope that the work may be extended, for it is notorio 
that results on a single specimen of any nominal grade of she 
may be far from typical of the average. 

Besides the results of practical utility we must always loc 
in pioneer work in a new field, for conclusions which may thrq 
some light on fundamental problems. The authors find sor 
indication that a quantity which they describe as the “‘dyna: 
hysteresis loss’’ becomes constant. This loss is not the va 
usually found by “‘separation,” or that which would be obtai 
by measuring the area of a static loop; it is simply the total Ic 
minus the eddy-current loss calculated on the assumption of Ic 
permeability. One of the few real criticisms which can be offe: 
is that errors in the use of this quantity in the correction of | 
for form factor are not assessed. They would undoubtedly 
substantial at flux densities over the range 10000-15000 ga 
By definition, the quantity is frequency-sensitive. The autho} 
measurements were made at 50c/s. Is it merely a coincide 
that the “dynamic hysteresis’ approaches constancy at th 
frequency? Would it continue to rise at 100c/s or even fall 
lower frequencies? Or are the differences too small to be tak 
into account? 

Such questions can only be answered by more extended wo 
at other frequencies. The measurement problem has now be 
solved, but there is ample scope for further work on the intrins 
problems of magnetic materials at these high flux densities. 


flux densities covered in our measurements we considered t 
this introduced no appreciable error. However, special atte 
tion to the design and heat insulation of the magnetizing windia 
would be required if this method were used to extend the measur 
ments to much higher flux densities. 

The difficulty in determining the mean area of the B coil 
due to the fact that, in order to keep the air flux small, it is wou 
directly on to a very thin specimen from which it is not detachat 
for calibration purposes. 

Very great effort is required, as Dr. Sims states, to obtain. 
high degree of absolute accuracy in measurements, but wheth 
that effort is justified or not depends on the nature and obje 
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of the investigation. We have aimed, with these variable mag- 
netic specimens, at good relative accuracy in order to enable the 
shapes of the iron loss curves to be determined and do not claim 
better than 5% for the absolute accuracy. 

Measurements have been made at room temperature only, and 
‘much more elaborate equipment would be required to repeat the 
‘tests at higher temperatures as Prof. MacGregor-Morris would 
like. It is unlikely that the iron losses would be altered by more 
than about 1% by a rise of temperature of only 20°C. 


In reply to Mr. Webb the dip in the form-factor curve shown : 


in Fig. 8 is due to changes in the phase positions of the harmonics 
in the e.m.f. wave. For example, if a third-harmonic component 
is moved in phase position relative to the fundamental, the 
average value of the total wave varies while the r.m.s. value is 
‘unchanged. Weare pleased to see from Mr. Webb’s calculations 
‘that the loss at saturation may be calculated with no discrepancy 
‘greater than 5% if values of the observed loss at 10 and 16kG 
are employed in our empirical formula. 

Prof. Barlow, and Messrs. Butler and Edmundson have all 
pointed out that the method of calculating the eddy-current loss 
‘is not exact and that any error here will also give an error in the 
deduced hysteresis-loss component. We adopted the only con- 
‘venient method and were aware that it introduced some uncer- 
tainty. However, it will be noted that in a number of the 
materials tested the eddy-current loss, even allowing a very great 
error in its calculation, was a comparatively small part of the 
‘total loss. This is the case, in particular, for Specimens 5, 6, 8 
‘and 10, the results for which are shown in Figs. 10 and 12. The 
dynamic hysteresis loss cannot be greatly in error from this cause 
in these cases at least. 

We are satisfied from repeated tests in the early stages of the 
investigation that initial transient effects in the specimen on 
closing the switch, referred to by Mr. Butler, caused no difficulty 
—a result which indeed was expected since the switch was 
closed on each occasion for a period corresponding to about 
200 cycles. 

Drs. C. D. Mee and R. Street (in reply): The Permalloy rods 
used in the flux-gate detector are 3cm long and 0-05cm in 
diameter. They are mounted side by side, 3mm apart, and are 
enclosed by the secondary and feedback windings. The 
secondary is the inner of the two windings, and it is through this 
coil that the backing-off current is fed. The length/diameter 


ratio of the secondary coil is 8. The overall dimensions of 
the flux-gate detector are 4cm X 0-8cm. Using Carr’s formula 
for the magnetic disturbance owing to the proximity of the 
detector to the specimen, the calculated field-measurement error 
is less than 1°%. 

The results given in Fig. 4 are typical of the agreement obtained 
between flux-gate and ballistic measurements for samples of 
grain-oriented silicon-iron. Compared with the different values 
of H obtained by the two methods, only minor variations were 
observed when the flux-gate detector was moved in a direction 
parallel to the specimen and perpendicular to the flux therein. 
This suggests that grain-size effects are too small to explain the 
differences of Fig. 4. In addition, turning the specimens round 
had a similar small effect on measured values of H. As suggested 
by Mr. Martindale, some method of measuring the radial 
variation of H, when a high-permeability strip is magnetized to 
the knee of the curve, is desirable. The confined space between 
the specimen and the magnetizing coil did not permit this with 
the detector described, but it is possible that a single-core 
detector of small dimensions could be used to make such 
measurements. 

As described in the paper, the sensitivity of the flux-gate 
apparatus is higher than was required for measurements of H 
on silicon-iron specimens. However, even higher sensitivities 
would be expected from cores having a smaller demagnetizing 
factor and a more rectangular B/H loop. Alteration of the 
frequency and amplitude of the exciting signal will also influence 
the ultimate sensitivity of the detector. Using the feedback 
techniques described, a linearity of one part in 150 is readily 
obtainable between the feedback current and the external field 
acting on the detector. If the apparatus is to be used in circum- 
stances where 3-4 oersteds are applied to the detector it will 
be necessary to increase the current-handling capacity of the 
d.c. amplifier following the phase-sensitive rectifier. 

Flux-gate detectors may be used to measure alternating 
magnetic fields provided that their frequency is low compared 
with the exciting frequency. One of the authors (C.D.M.) is at 
present using a modified form of the detector described in the 
paper to investigate the alternating fields obtained when replaying 
signals recorded on magnetic tape. For this application an 
exciting frequency of 50 kc/s is being used, and alternating fields 
of several kilocycles per second may be measured. 
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Mr. J. Douglas: As such large machines are usually supplied 
with one conductor per coil winding, the difference between the 
x7 and x’ is not so important, as there cannot be high inter- 
turn voltages on a coil if there is only one turn per coil. The 
resistances of x’, and xj are very reasonable for solid-shoe 
machines. 

On the question of bearings, the use of water-cooled bushes is 
a step in the right direction as it does away with pumps and other 
ancillary apparatus which can be troublesome at times. How- 
ever, I favour the use of flood lubrication with cooling coils in the 
pedestals, as this ensures that the bearing always has a large 
supply of oil. This can be given by the use of discs on the shaft. 

Dr. R. W. Bailey: When the authors gave their previous paper 
I made the comment that, judged by bursting speed, too much 
respect had been paid to elastic theory in believing that the 
presence of a bore reduced the bursting speed to the extent 
indicated by the theory. If in the designs of rotor bodies shown 
by Fig. 4 a similar regard for elastic theory had been maintained, 
one would suggest that full advantage has not been taken of the 
material, particularly if the information given in the paper, in 
connection with the T-head fastenings, as to runaway speeds and 
factors of safety, would also apply to rotor bodies; i.e. a factor 
of safety of 1-5 on the yield point at a runaway speed of 1-8 to 
2-2 times normal speed. Or, the normal speed stress would 
have a factor of safety referred to the yield point of 4:86-7:26 
and referred to the ultimate strength assuming that the yield 
point is 60% of the ultimate tensile strength of 8-1-12-1. These 
working stresses would clearly be very low and the factors of 
safety very high, as commonly considered. They call for a 
critical attitude on the subject of essential factors of safety if 
proportions are not to be excessive for the needs of assured safety. 

The difficulty arises, of course, from the runaway speed margin 
demanded, and as perhaps no relief is to be expected from this 
quarter, attention must be concentrated upon what are the real 
properties of the material used and how they are related to 
yielding, repeated application of peak stresses, and failure. 

A sound attitude has been taken by the authors in regard to 
high stress concentration at the T-head as revealed by the photo- 
elastic-determined stresses exhibited by Fig. 4—by neglecting 
them. At the highest concentrated stress of 5:6 times the 
average neck stress, it is seen that under normal conditions this 
stress would have a factor of safety upon ultimate strength of 
1-45 to 2:16. Now, it is remarkable what large strains repeated 
very many times can be carried with complete safety, where 
there is a high concentration of stress. This fact is sometimes 
lightly explained by saying that plastic strain brings about a more 
favourable distribution of stress, but this makes only a minor 
contribution. The major factor is the ability of constructional 
steels to undergo cyclically repeated small plastic strains, 
“concertina” fashion, thousands of times without apparent 
distress or cracking. This property needs defining, but for the 
want of a better term it may well be referred to as “concertina” 


* JOHNSON, E. M., and Hotper, C. P.: Paper No. 1259 S, February, 1952 (see 99, 
Part II, p. 479). 
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ductility, and it could be given precision by the conditions « 
test. 

However, the fact is that constructional steels we have teste 
which include black plate, are able to undergo a total strain ‘ 
0-3°% when tested by bending in one direction—i.e. the appli¢ 
strain is unidirectional—10000 times without any visible sign 
of cracking. The equivalent elastic stress, as applicable ia 
example to the stress concentrations of Fig. 4, would © 
40 tons/in?, although the ultimate tensile strength of the materi. 
is only just over 26 tons/in?. Consequently, for the highe: 
stress concentration shown by Fig. 4, and normal condition) 
the factor of safety would be (40 x 1-45)/26 to (40 x 2-16)/2# 
ie. 2:23 to 3-3. But it is very much greater than this becaus 
the machine is not likely to run away 10000 times. 

It is not sufficiently realized by mechanical engineers, an 
probably even less so by electrical engineers, that the yield poi 
and ultimate strength of ductile steel is not a fixed quantit 
but depends upon the stress system operating. It has a speci 
value for simple tension, but if, for example, a tensile stress q| 
one-half the magnitude were added at right angles, as occurs 4 
the wall of a thin cylindrical tube under internal pressure, th 
yield point and tensile strength would each be raised abou 
15%, which would be the maximum increase obtainable o 
account of the stress system. The effects of combined stres 
are seen to some extent in Fig. 4, and also in Fig. 2, whic! 
indicates that the neck is literally a bottle-neck, with the minimu 
yield point occurring at about the middle of the length of th 
neck, where a condition of simple tension would exist. Clearly 
to increase the running speed for the design, and to have th 
same runaway speed ratio, the yield point of the neck needs to - 
increased, and this could be brought about by thermal treatme 
without altering the factor of safety upon yield point. But al 
the factor of safety itself could be reduced without risk, and w 
believe a simply applied hydraulic proof-loading test could & 
contrived which would ensure, not only that something moz 
than the maximum runaway loading had been applied, but als: 
that the initial bedding-down and initial plastic-strain effect} 
which are evident in Fig. 3, were removed before the subseque 
key tightening was carried out. 

By thus concentrating attention upon the stressing of the par? 
—what the material can do, or be made to do—an increase 
rating upon load of 20-25% appears within immediate reacl 
The rotor body, which presumably is not so heavily stressed 
could keep pace by supporting a similar increase. 

Dr. A. Mandl: There are two kinds of losses in the pole face 
the no-load losses produced by the flux pulsation in the air-g 
and the load pole-face losses. The m.m.f. in the slots pr¢ 
duces a ripple in the m.m.f. curve at slot frequency. T 
pole-face losses on solid poles are therefore considerable. Th 
are important only for the efficiency, and have little effect on t 
temperature rise. These losses can be reduced to about 50-70% 
by cutting circumferential grooves in the solid pole-face. 

It is also possible to laminate the pole-shoe only and to ho 
the punchings with dovetails on a top plate which is eith 
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itegral with the solid pole or screwed down to it. This 
ynstruction is useful for 4- and 6-pole machines, where some- 
mes poles and rotor body are in one piece. It has the tendency 
) a high pole-shoe and to a great leakage field between pole shoes. 

The restrictions in the width/thickness ratio of the copper strap 
sed for field coils wound on the Oerlikon machine are especially 
oticeable when the exciting voltage, and in consequence the 
umber of turns per pole, is high. The fabricated coils do away 
ith these restrictions. I should like to know how the joints 
re made. 

The field winding of a salient-pole alternator represents an 
fective damper winding in the pole axis which has a small 
sistance but suffers from a great leakage. For all transient 
henomena and for all disturbances on the transmission line it is 
esirable to arrange a symmetrical damper winding in the pole 
od quadrature axis. This can be done to a certain extent on 
tors with solid pole-shoes by connecting these to each other 
n either side by copper rings. Good contact has to be provided, 
4 instance, by tinning both parts before screwing them together. 
_further improvement is obtained by arranging a few strong 
ypper bars near the centre of the pole-shoe. 

The damper winding of a single-phase alternator has to 
ympensate continuously the inverse rotating m.m.f. of the 
‘mature reaction. There are two main considerations for 
ssigning the damper cage: losses and mechanical strength. 
he heat transmission of the bare bars to the pole-shoe iron is 
<cellent, so that a very high current density can be tolerated. 
he single-phase alternators built on the Continent for traction 
irposes are for 164c/s. The current in the damper cage has a 
equency of 33c/s, so that the question of laminated bars does 
dt arise. 

A better compensation of the inverse rotating m.m.f. at lower 
ysses can be obtained by arranging strong copper bars in the 
yace between the pole-shoes. 

In case of a sudden short-circuit great mechanical forces are 
certed. The damper rings and the bars between the pole-shoes 
e especially exposed to them. 

The former-wound complete coil in a 2-layer stator winding is 
nong the best for this type of machine. Half-coils have to be 
ined at both ends in a way which does not interfere with the 
ansposition of the conductors. The winding with half-coils is 
istified only if the size of the alternator and the output voltage 
‘e just right for a 2-layer winding with one turn per coil. The 
inding then consists of two bars per slot with transposition of 

\e parallel wires inside the slot portion. The bars are connected 
idly to each other to form complete turns or coils. The 
ngle-turn 2-layer winding with half-coils has two great 
ivantages: the insulation between turns is at least the same as 
sainst the iron core and is therefore designed for the full voltage 
hich is applied during the high-voltage test. It is also easier 
» replace a single bar instead of a single former-wound coil. 
he insulation of the soldered joints is, however, difficult. 

A simple and effective way of transposing the conductor of a 
ulti-turn former-wound coil in a 2-layer winding is obtained 
y dividing the copper in both directions, i.e. in depth and width. 
he nominal current density is thereby slightly increased. The 
vision of the copper across the slot reduces stray losses which 
e produced by the main flux penetrating into the slot opening. 
hese so-called main-pole eddies are not excessive, although these 
achines always have large air-gaps. They are greatly reduced 
the conductor is split in width, and this nearly compensates 
r the higher J2R loss. 

The transposition of such a multi-turn coil is easily obtained 
/ twisting the bundle of parallel wires which form one conductor 
0° on one place in the end-winding. Each coil is self-contained, 
1d the coil ends can be connected solidly to each other. 
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The coils are mica-taped over the whole length, or the slot 
portion is Haefely wrapped and the end-windings mica-taped. 
In the latter case a joint has to be made between these two 
insulations. This has to be well sealed to prevent surface 
tracking during the high-voltage test. The electric field density 
in air is high at the end of the core; it can be reduced by enlarging 
the stator slots in depth and in width on a short length at the 
end of the core so that the outer coil insulation can be thickened. 

Mr. N. N. Hancock: Since it is customary to design the rotors 
of water-turbine-driven generators to withstand the stresses 
associated with runaway speeds, it would be interesting to know 
if such runaways ever occur. If they do not, such a practice is 
an unnecessary handicap in design and a cause of unjustified 
expense. Have the authors any statistics relating to the fre- 
quency of runaways? Again, if runaways are the result of 
governor failure, would not a system employing a simple over- 
speed trip such as is used on rotary convertors be feasible ? 

The statement that, with a properly transposed winding, 
strand insulation need do no more than ensure separation of the 
strands needs some qualification. It is true of both strand 
insulation and the insulation between turns that the electric 
stress is negligible under normal conditions. In both cases, 
however, under certain conditions, transient voltages far above 
the normal value can arise and cause punctures which may be 
difficult to detect until a major breakdown occurs. 

The ratio of core length to pole pitch used in the preparation 
of Fig. 10 represents an advance on former practice, and I should 
like to know how it has been achieved and whether machines 
have already been built with such proportions. 

Mr. P. J. Pollock: With reference to Fig. 4, the stress distribu- 
tion in a plate of irregular shape can be calculated by means of 
Southwell’s relaxation method. The process, although some- 
what laborious, is straightforward enough.* The area concerned 
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Fig. E.—Stresses on centre line of T-head. 


is covered by a network of squares, and the differential equation, 
V4x = 0, to be satisfied by the stress function X, is replaced by 
an approximation in finite differences. Values of X are assumed 


* SOUTHWELL and others: ‘Relaxation Methods applied to Engineering Problems, 
VII A,” Proceedings of the Royal Society, A, October, 1945, 239, p. 419. 
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Fig. F.—Stress distribution in T-head in terms of average 
neck stress. 


at all points and gradually modified until the equation is satisfied 
everywhere, to the required degree of accuracy. In parts where 
the stress is varying rapidly a correspondingly finer mesh must 
be used, and, since the stresses are given by the second differential 
of the stress function, the latter must be calculated to a higher 
degree of accuracy. Owing to symmetry only half the T-head 
need be considered. It is assumed to carry a uniform unit stress 
across the neck, Fig. E, balanced by an equivalent load uniformly 
distributed along the underside of the head. The Figure shows 
the calculated axial and transverse stresses along the centre-line. 
In order to make a comparison with Fig. 4 of the paper, these 
curves are reproduced on a smaller scale in Fig. F, together with 
curves showing the calculated stress components perpendicular 
to two of the sections indicated in Fig. 4. The results are seen 
to be very similar, confirming the intense local increase in-stress 
near the fillet. The main source of difference is that in the 
photo-elastic test the load is probably not uniformly distributed, 
since bending of the sides of the slot causes the centre of pressure 
to move away from the axis. 

Mr. J. Tudge: Referring to Fig. 4, it would seem logical as a 
basis for design to respect only the extrapolated bending stresses 
which can readily be estimated by analytical methods for short 
cantilevers and to ignore the fillet concentrations which would 
be relieved in ductile materials subject to steady stress. The 
authors have chosen possibly the strongest and most economical 
proportions for the T-head, but the depth of the slot lips would 
need corresponding adjustment to allow for different materials 
of body and pole if the same factor of safety is to be maintained. 
Further, with a laminated rim described in the authors’ previous 
paper, that slot lip which is unavoidably near the edge of a 
segment and relatively more flexible than its neighbours carries 
little load. The increased load on the remaining lips for the 
worst case of two poles per segment is 334%, requiring a corre- 
sponding increase in lip depth. Radial vent slots in the rim add 
even more to the load carried by the slot lips. 

High-solidarity axial-flow fans can be designed to produce 
working pressures from 30-40% of the fan-tip velocity head. 


This may be considered unfavourable compared with centrifu 
fans, but the radial outlet condition and the return path throu 
the stator end-winding to the rotor interpolar spaces ac 
considerably to the resistance head of the machine, with the ; 
result that more air can actually be delivered with an axial- 
fan at a much lower pressure, which is the primary reason for } 
low driving power required by these fans. Axial-flow fal 
however, are more susceptible to constructional changes. | 
increase in fan-tip clearance from 0-1 to 0:3in, for examg| 
may reduce the air flow by about 15%, and an enclosed i 
which is popular on horizontal machines may reduce the air 
20% or more. 

Mr. H. West: The fabrication of field coils is of interest) 
view of the advantages which accrue from this method of maj 
facture. Do the authors expect that brazed joints will always: 
used? Is it not possible that butt welding of the copper is wor 
considering ? | 

The method of assembly described in Section 7.1 is of gr 
interest, and it would be useful to know whether freedom fr; 
fretting corrosion is in any way due to the oil film which must 
left in place after assembly when using this method. 

Dr. Bailey has made some reference to the high stresses whi 
can be accepted owing to the relieving effect of the plastic fle 
It should be remembered, however, that where alternating fo 
are concerned surface defects become extremely importé 
particularly in places where high stresses are experienced. 
should therefore be on guard against easy acceptance of locali| 
high stress. 

Mr. D. F. Milne (communicated): In discussing the prince 
insulation to stator coils, the authors draw attention to poss 
sources of weakness attending the use of Micafolium wrapp 
of the slot portion of the coil (Haefely process). They give 
impression that they have not found this method entirely sa 
factory, and as my experience has shown that the weaknesses 
this method are very real, it would be of interest to know 
advantages, if any, the Haefely process has over the end-to 
mica-tape wrapping, which appears to be the method favo 
by the authors. Hydro-plant is particularly suitable for dea 
with peak loads, and it is regular practice to run sets up to 
load in a matter of minutes. Under such operating conditi 
the bitumen-impregnated mica-tape insulation is superior 
preferable to the Haefely wrapping. Have the authors conside: 
this point ? 

The authors describe an ingenious method of obtainin 
heavy interference fit between the bore of the thrust collar 
the rotor shaft which also permits of easy dismantling. 
success of the method appears to be very dependent on obtair 
near perfection in mating the tapers on shaft and collar, as_ 
oil used to expand the collar would leak away if the tapers | 
not match and bed with great accuracy under the initial t 
of the forcing screws. The method offers no chance of | 
thrust collar accommodating itself to any alignment inaccurd 
Are any steps taken to ensure that the face of the thrust colla# 
perfectly true and square to the shaft axis after fitting, and | 
the authors be certain that the necessary accuracy will be ma 
tained after the collar has been fitted and removed several tint 

The method is said to have been developed to overttl 
trouble from corrosion fretting, which may occur with thi 
collars that are a relatively easy fit on the rotor shaft. i 
has been the authors’ experience with collars so fitted? 

It is fairly obvious that fretting is caused by mover 
amounting to vibration occurring between the shaft and the E 
of the thrust collar, and this vibration is most commonly ca 
by hydraulic conditions in the water turbine or by shaft-alig 
errors. Permanently accurate alignment of the shaft 
3-bearing vertical set is notoriously difficult to achieve, an: 


| 
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would appear that a case could be made for having some measure 
of self-alignment at the thrust collar. The authors’ comments 
yn this statement would be appreciated. 

The authors mention the advantages of the method of direct 
ooling of bearings in horizontal sets. I can endorse their 
femarks from experience with this type of cooling, which is used 
yn the Tummel machines with great success. It is unfortunate 
hat the vertical machine does not lend itself to similar treatment, 
is manufacturers might find it easier to keep the oil where it 
elongs. I have yet to see a vertical set which is free from 
riticism in this respect, and when, under “Ventilation,” the 
tuthors mention the desirability of having a closed air-circuit 
0 keep out dirt, I would like to suggest that it would be more to 
he point to keep out lubricating oil, as hydro-plants are seldom 
ocated in dirty atmospheres. 

A good case can be made for open-circuit ventilation, particu- 
arly for plant intended for use in the Scottish Highlands and 
specially in remote-controlled or unattended stations. Getting 
‘id of water pumps and coolers and the associated valves and 
yipework is a real step in improving the overall reliability of 
he plant. In the same way, anything which can be done to 


eliminate oil pumps and oil coolers is also worthy of close 
consideration. 

In this connection it would be instructive to have the authors’ 
comments on the respective merits of (a) non-circulating direct 
cooling of thrust and top guide bearings and self-lubricating 
bottom steady bearings using the Continental method of an oil 
bath with rifled oil grooves in the liner, (b) direct cooling of 
thrust-bearing oil with shaft-driven main oil-pump giving slow 
circulation of thrust oil and direct feed to bottom and top guide 


- bearings, (c) the popular method in use to-day using external 


coolers with a.c.-motor-driven main oil-pump and d.c. starting 
and standby pump. 

Of these three methods (c) is the least reliable, requiring a unit 
transformer connected direct to the stator, plus a good deal of 
external equipment in the way of oil and water pipes, valves, 
coolers and cabling. Other things being equal, (a) should be 
the most reliable, with (6) second. Incidentally, (5) is the method 
used at Rannoch power station, and it has given very good 
service now for 22 years. 


[The authors’ reply to the above discussion will be found on 
page 483.] 
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Mr. E. O. Taylor: The high overspeeds shown in Table 1 
nust impose a severe limit on the designer and add very 
‘considerably to the cost of this type of machine. Could the 
tuthor say how often a particular generator is likely to attain 
uch speeds; it is, presumably, likely to happen only if the 
sovernor gear fails at the time of a sudden dropping of the load. 
Chere are other safety devices available for preventing overspeed, 
ind it is generally considered good practice to assume that if, 
ay, three safety devices are fitted to prevent a disaster, they will 
10t all fail simultaneously, and that the chance of the disaster 
xccurring may be regarded as negligible. Would it not there- 
ore be an economic proposition to spend money on the further 
levelopment of such safety devices in order to save on the cost 
f the generators ? 

Mr. E. T. Metcalf: It may be of interest to illustrate one or 
wo of the points discussed by reference to the 122MVA 
\271r.p.m. alternator which is mentioned in Table | and is being 
nanufactured by the organization with which I am associated. 

The rotor is designed to withstand a runaway speed 
f 610r.p.m., the peripheral speed then being more than 
0.000 ft/min. 

The rotor body will be almost 14ft in diameter and about 
ft long, and each pole will be attached to it by a pair of tee heads. 
The weight of the body alone will be about 250 tons, while the 
otal weight of the rotor, including poles and coils, will be of the 
der of 325 tons. It would be interesting to know whether 
he authors consider that the form of construction shown in 
tig. 1(b), is really desirable when rotors reach dimensions of this 
der. One obvious problem is the accurate alignment of the 
hafts, which is essential whether the machine is horizontal or of 
he 2-bearing vertical type. In fact, a construction similar to 
hat shown in Fig. 1(a) will be used, i.e. the plates will be shrunk 
mn to a through-shaft, although this gives rise to a number of 
roblems. 

For instance, the temperature of the huge mass of steel which 
orms the body must be raised to about 150°C in order to obtain 
he necessary expansion of the bore, a procedure which may take 
t least two days, while a further week or more may be necessary 
or the plates to cool again. 

Also, once such a hub is heated, the simplest method of 
iserting the shaft is to lower it in from above, but this has the 
isadvantage that the complete assernbly is then upside down 


and must be turned through 180°. Turning over becomes a 
difficult operation if the hub is heavy and the shaft long, although 
it has been successfully accomplished for large rotors. For the 
122 MVA set, therefore, the shaft will be located in a hole below 
the body while the latter is heated and will then be pulled up 
through the bore when this is sufficiently expanded, thus elimina- 
ting the need for turning over. 

The thrust collar of the 122 MVA set will be very large, and the 
interference between collar and shaft will be about 0-0005 per 
inch of shaft diameter; for such a case the oil-injection method is 
of particular value and will be used. Experience has shown that 
by this method it is possible to fit large collars in less than a 
minute, a hydraulic jack being used to pull the collar up on to its 
seating. Removal is practically instantaneous unless the drop 
of the collar from its seating is controlled by the jack. If normal 
methods are used many hours may be required to carry out these 
operations. 

Mr. W. G. Crawford: Figs. 2, 3, 4 and 5 give much interesting 
information on T-headed dovetails and should be compared with 
the T-head examined by Prof. Coker* in his classical paper on 
photo-elasticity, and with that described by Mr. A. D. Sloan in 
his contribution to the discussion on the paper by Sir Charles 
Parsons and Mr. Rosen on the design of turbo-alternators. The 
T-head described by the authors is better suited to holding on 
alternator poles than are the other forms. The fact that a 
rationally designed T-headed dovetail always fails in the neck 
makes it very attractive to the normal draughtsman because the 
stress calculations are reduced to the simplest possible form. 
Against this there is the statement in the authors’ previous paper 
that the 60° dovetail pressed in with a small interference fit is the 
strongest form. The design of such a dovetail requires careful 
consideration of the bending stresses, with an immediate increase 
in the complexity of the calculation. Many methods have been 
published for calculating bending stresses in 60° dovetails, but 
very few of them give results at all comparable with those 
obtained by Prof. Coker from photo-elastic measurements, so 
that great care is necessary in selecting a method of carrying out 
such calculations. The 60° dovetail produces a greater hoop 
stress in the rotor body than does the T-headed dovetail, and the 
final choice between the two types may well be influenced as 


* Coker, E. G.: “Photo-Electricity,” Journal of the Franklin Institute, 1925, 199. 
+ SLOAN, A. D.: Contribution to discussion, Journal 1.E.E., 1929, 67, p. 1127 
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much by the stresses in the rotor body as by those in the 
dovetail. 

When working with a factor of safety as low as 1-5 or I on the 
yield point of the material, a clear definition of factor of safety 
is necessary. The load/extension curve, Fig. 3, and the high 
stress concentrations shown in Fig. 4 indicate that there are 
considerable difficulties in defining the factor of safety. It 
might appear that the stress concentrations could be ignored as 
long as the material of the dovetail was sufficiently ductile to 
ensure that failure would not occur at the regions of stress 
concentration. However, Fig. 3 shows that the T-headed 
dovetail, in common with other complicated structures, has no 
well-defined yield point. Long before the structure as a whole 
is showing signs of plastic deformation there will be portions of 
it which are stressed to the yield point, and consequently the 
whole structure will be subject to a small but permanent distor- 
tion, so that there is the possibility of poles being slack after the 
overspeed run unless special precautions are taken. This risk can, 
of course, be eliminated by driving the wedges in so tightly that 
the dovetail is stressed to the yield point more or less as it would 
be on the overspeed run. If this is done, the dovetail will be 
subject to stresses, when stationary, which are comparable with 


NORTH-EASTERN CENTRE, AT NEWCASTLE UPON TYNE, 26TH JANUARY, 1953 


Mr. J. Douglas: There are other methods of holding on the 
poles which have been used successfully by various Continental 
manufacturers, one example of which is to make a comb arrange- 
ment on the wheel and a similar type of comb on the poles, and 
to join these together by a series of dowel pins. This type has 
been used for many years by a Swiss firm, and I should like the 
authors’ comments on its merits. 

Another point is the design of the propeller fans. Recent 
developments on the axial compressors in a gas turbine have 
demonstrated that, where the fan has a fairly high solidity factor, 
the treatment of the blades as a cascade instead of the isolated 
aerofoil seems to give better results. The lift coefficient is 
higher. This is demonstrated in a recent volume on gas turbines 
and compressors by Vincent, who gives lift coefficients for the 
aerofoil, and for the cascade which shows that it is possible to 
obtain an appreciably higher coefficient when a cascade is used. 

The authors have demonstrated in their bearing arrangement 
the most desirable condition of taking away the heat at close 
proximity to the point where it is generated and leaving the oil 
to be used for lubrication only. The simplification of this is 
enormous, as pumps with all their attendant complications are 
eliminated. 

Another admirable point is the method of pressing on and 
taking off thrust collars and couplings by means of high-pressure 
oil. This is correct in principle and it ensures that the collar 
cannot move relative to the shaft. 

Prof. J. C. Prescott: The authors refer to the effect of damper 
windings in reducing the effect of small pulsations of torque 
originating in the regulating mechanism of the prime mover, but 
they state that in the majority of cases the damper winding is 
not continuous round the periphery but consists of bars embedded 
in the pole-faces and connected by end-straps which extend only 
across the polar arc, there being no connection between the 
damper grids of adjacent poles. Such a damper would have 
little effect when the generator was operating on light load, and 
since this condition coincides with that where the damping effect 
-of the water turbine is a minimum, I wonder whether any trouble 
has been experienced with hunting in the unloaded machine. 

A trouble which sometimes presents itself in machines which 
are provided with dampers which encircle only the pole arc, the 
dampers encircling the interpolar space being omitted, is that 


‘ 
i 


those when running on the overspeed. This being so, it is cle 
that a definition of factor of safety which is based purely on @ 
yield point of the material and the stress at overspeed is inag 
quate, and it would be most helpful if the authors wou 
endeavour to give a more satisfactory definition of factor | 
safety. | 
Splitting the stator frame for ease of transport is a thing why 
no designer likes to do. Apart from the constructional dil 
culties which it introduces, it leads to difficulties with the sta} 
winding, since it restricts the choice of winding. In a al 
machine the best stator winding for eliminating voltage ripp 
according to Dr. Walker’s paper,* requires an odd number f 
stator slots, and this immediately increases the difficulties | 
splitting the stator frame, since it increases the number of sped 
stator segments in the region of the splits. To avoid this if 
necessary to use an even number of stator slots and thus dep 
from Dr. Walker’s ideal conditions of eliminating slot ripp 
The fact that solid poles are normally used on this type! 
machine may help to counterbalance this in some measure. 


[The authors’ reply to the above discussion will be found | 
page 483.] 


they show on light load an inherent instability which vy 
investigated by Bertram Hopkinson, and is sometimes called ) 
Hopkinson instability. Such machines can have a negatj 
damping coefficient, and even in the absence of periodic pulsati| 
of applied torque can set themselves into oscillation. The effi 
may, in certain circumstances, be so pronounced as to makd 
impossible to operate the machine on light load in parallel w 
others. JI do not know whether any manifestations of this t 
of instability have been noticed in the machines which | 
authors describe. 

Mr. W. D. Horsley: While the trend in waterwheel develd 
ment is towards larger outputs at higher speeds, the authors s 
in Section 9 that there is normally no difficulty in designing 4 
building alternators to meet present requirements. They all 
demonstrate that increased outputs may be obtained by us} 
aluminium in place of copper for the rotor coils. The possil 
advantages of hydrogen cooling have already been raised 
discussion, but the authors did not indicate in their reply thi 
views on the increase in limiting output, as distinct from spe 
output which would be gained by its adoption. 

I agree with the authors’ views that the slot portion of | 
stator coils should be covered with a semi-conducting layer’ 
minimize corona, and that anti-corona paints are not necessit 
on the end windings, particularly as this may actually constiti 
a potential source of danger. It is, however, advisable to ta 
steps to prevent corona where the conductor emerges from | 
end of the core. 

The authors recommend that the first critical speed of a wat 
wheel rotor should be above the runaway speed, but indicate t} 
it is not invariable practice to design for this condition. | 
would be of interest to know whether difficulties have ever bs 
experienced when the first critical speed has been below — 
maximum overspeed. 

Even if the critical speed of the shaft is above the runa 
speed, it is probable that the combined critical speed of the sk 
and supporting structure may be within the speed range of | 
rotor. On the other hand, the damping effect, particularly w 
a built-up rotor, may be high and any tendency to resonas 
damped out. 


* WALKER, J. H.: “Slot Ripples in Alternator E.M.F. W. a4 i 
Paper No. 777 S, February, 1949 (96, Part Il, p. 81). Se Foca 
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Mr. P. L. Olsen: It is refreshing to learn at this stage in the 
ndustrial revolution that there is at least one mechanical contri- 
vance that has not yet been pushed to its physical limits. This, 
| think, is the lesson that can be read into the merging of Table 1 
nto Fig. 10, although at least the 60 MW machine at 750 r.p.m. 
ippears to be approaching the limits prescribed by the authors. 
incidentally, it would be interesting to know what type of pole 
onstruction is adopted and what rotor conductor material is 
ised, so that it can be related to its appropriate curve. 

It may appear to engineers not conversant with generator 
jesign that the machines listed in Table | are not what might 
9¢ called economical machines when compared with the limit 
surves. The assumptions on which the curves are based are 
juite normal, and I think it should be made clear that a similar 
specification applies to machines now in service and being 
duilt. 

The paper summarizes clearly the design problems associated 
with large high-speed plant and deals in particular with the rotor 
ole fixing. This feature requires very careful consideration, 
ind it is important that all known factors should be accounted 
or in the stress analysis so that the safety factor does not become 
in ignorance factor. In this connection, the tests on the pole 
ixings appear to be direct pulls on the T-heads and this suggests 
hat the stressing is based only on centrifugal effects. It is 
uppreciated that this is the only effect applying at runaway speed, 
Dut it will be interesting to know the extent of the effect of the 
sending moment exerted by the transmitted torque at normal 
speed. Would the authors suggest that over-speed chambers be 
srovided for completed rotors of this class? 

_ With regard to rotor coil clamps, do the authors consider that 
Ny special design these could give some relief to the stress on the 
[-heads of the pole? It is agreed that stator-coil replacement 
san be hindered by the use of coil clamps and they should be 
lispensed with if possible. Some form of locking could be 
ncorporated in the section of the rotor strip to prevent side 
Julging, and this should not prove expensive with a fabricated 
oil. 

The authors have wisely stressed the importance of the 
nsulation joint between the stator slot cell and the end-winding 
aping, and point out that during assembly the joint may open 
yut if not properly made. A more important point, however, is 
he effect of end-winding movement due to faults and surges in 
service which, as mentioned in Section 6.3.4, can be very severe. 
[The opening of the joints should be precluded at all costs, as oil 
eakage is not unknown and a film of oil with brake-track dust 
s an ideal mixture for the instigation of tracking and ultimate 
oreakdown. 

One important feature in the design of bearing brackets is the 
ulowable deflection. The design of the bearing housing, and 


SOUTH MIDLAND SUPPLY AND UTILIZATION 


Dr. J. H. Walker: According to Fig. 10 it is possible to build 
in alternator with an output of 220 MVA at 428r.p.m. A rough 
alculation based on a 14ft gap diameter shows that 8 500h.p. 
would be required to overspeed this machine to 770r.p.m. An 
»verspeed in a pit permits the rotor to be shrouded and the power 
o be reduced to a figure well below that of the motor usually 
nstalled in such pits. If, however, the dimensions of the rotor 
sreclude testing in a pit, it may be necessary to run the rotor in 
ts own stator; under these conditions experience shows that 
locking of air inlets and outlets and other measures to reduce 
he windage loss have little effect. The supply of 8 500h.p. then 
ecomes a problem. To drive the rotor from its own exciter is 
yut of the question, and the mounting of a motor on top of a 
ertical alternator presents difficulties. There remains the 


in particular the details of the joints, requires careful thought 
to ensure that the joints do not tend to open when the bracket is 
deflected. 

As mentioned previously, oil leakage from bearings does occur 
in these machines, and the bearing is inevitably on the suction 
side of the rotor fan, so that oil vapour is drawn into the machine, 
often with adverse effects. It would seem that external fans 
providing pressure air in the bearing zone would prevent this 
and at the same time enable a more satisfactory ventilation 


- circuit to be arranged. 


As the design of the braking system for vertical machines has 
not been referred to, it would seem that the higher peripheral 
speeds do not call for any modifications to existing methods. 
Perhaps the authors would confirm that this is so. 

Mr. B. C. Robinson: The authors state in Section 6.3.2 that 
for surge protection they use a surge diverter coupled with a 
condenser. It is therefore presumed that both of these are 
connected to the machine terminals. It appears that the 
essential problem is to limit the maximum value of the surge 
voltage and the steepness of the incoming wave. The first 
objective may be achieved by a spark-gap in series with a non- 
linear-resistance type of surge absorber. 

The steepness of the wave at the stator terminals is limited in 
the first instance by the characteristics of the machine winding, 
which only permit component frequencies below a certain 
critical frequency to penetrate the winding. This frequency is 
inversely proportional to the square root of the total inductance 
per turn of the windings. It may therefore be increased by 
increasing the inductance of the winding, and this would probably 
conflict with other design requirements. However, in some 
instances it may be found to give adequate protection, especially 
if windings with a single conductor per coil side are used. 

The best method of lengthening the wavefront by external 
means is to connect a condenser or a length of cable to the 
winding terminal. The time required by this to change up 
increases the duration of the wavefront. This capacitance also 
absorbs the component of the incoming surge which is not 
accepted by the alternator winding, thus preventing the positive 
reflection of this component which causes a further voltage rise 
along the line. 

The authors do not mention the protection from travelling 
waves in the winding by earthing the machine neutral either 
directly or through a low resistance. Since to obtain the best 
protection this should be less than one-third of the machine surge 
impedance, it would be helpful if the authors could give an 
approximate value for this parameter. 


[The authors’ reply to the above discussion will be found on 
page 483.] 


GROUP, AT BIRMINGHAM, 9TH FEBRUARY, 1953 


provision of a generator unit to supply the power at 90-100c/s, 
the alternator being run as a synchronous motor; this generator 
unit would, however, represent a serious tie-up of capital, 
particularly in view of its infrequent use. 

To avoid this impasse, various devices have been proposed 
for limiting the runaway speed of water turbines to a reason- 
able figure. However, the Swiss Electrotechnical Commission* 
recently reviewed all these devices, and their conclusion was that 
the necessary safety can only be obtained by subjecting rotors to 
the full overspeed test. 

In the assumptions for Fig. 10 the authors quote a short- 
circuit ratio of 1-0. Since in these high-speed machines rotor 
heating tends to be limiting, a reduction of the short-circuit ratio 


* Bulletin de l’ Association Suisse des Electriciens, 31st May, 1952. 
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would bring some relief; if, combined with the use of a quiescent 
rheostatic voltage regulator, a short-circuit ratio of 1-0 is 
necessitated by line-charging requirements, then, with a reduced 
ratio and using a continuous-acting regulator, the required 
Jeading kVA could still be obtained. The latter regulator is 
capable of supplying negative field current, and this feature 
permits the leading kVA with a given short-circuit ratio to be 
increased by as much as 50% without danger of instability. 

Mr. V. Easton: Since the fracture of the T-head securing the 
pole occurred in the neck and not at the fillets, it is clear that 
Figs. 4 and 5 are not representative of the actual stresses and 
that these in practice must be appreciably relieved by local strain. 
In Reference 2 of the paper it is suggested that mathematical 
analysis is not very reliable, so that one is left with tests on 
fairly massive specimens, such as those illustrated in Fig. 2. 
The method of indicating the strain in these test-pieces is rather 
crude, and it would be interesting to know whether any attempt 
has been made to obtain more accurate data. Incidentally, there 
is an error in Section 5.2.2, where the elastic limit of the neck 
material should read (45 000 Ib load). 

Fabrication of the field coils offers advantages in the elimina- 
tion of the thickening of the inner edge of continuously wound 
coils, but at the same time great care is necessary when cleaning 
the joints after brazing to ensure uniform thickness and so to 
prevent local high pressure on the inter-turn insulation. It is 
not clear whether the authors use thinner strip to form the fins 
or whether they merely increase the width. The latter arrange- 
ment would result in a temperature of these turns appreciably 
below the remainder, and any attempt to take advantage of the 
lower mean temperature rise to increase the rating will result in 
greater heating of the normal turns and may introduce difficulties 
due to differential expansion. 

It is surprising that difficulties due to creep of copper at class B 
temperatures have been experienced, and as an axial movement 
due to this cause would tend to draw the coils more tightly on 
to the pole, it would appear that any injurious movement would 
be tangential at the side of the coils probably on machines with 
few poles. Cases have been reported of fracture and axial 
movement of the insulating washer between the coil and the pole 
tips owing to the expansive force of the copper being transferred 
to the washer but not to the pole tips, which, in turn, is due to 
varying coefficients of friction between the various surfaces. A 
“slip plane” between the coil and the washer would limit the 
stress in the latter and should prevent this difficulty. 

I agree that tapering the pole to eliminate coil clamps cannot 
be justified solely on the grounds of ventilation. If the taper is 
obtained by increasing the width of the pole-tip, the quadrature 
reactance will be increased and this in turn will reduce the 
stability, while if the pole-tip is unaltered but the root of the pole 
reduced, the flux density is increased in a place where saturation 
is already a limiting factor. 

Referring to Fig. 8, it would be preferable to arrange the shroud 
at the base of the fan blades on a larger diameter corresponding 
approximately to that of the blade root rather than to one below 
the ring supporting the fan. The air would then have a smooth 
sweep through the blades, and the flow would not be upset by 
the radial component of velocity imparted to some of the air by 
contact with the outer end of the ring and the disc of the fan. 

Mr. J. P. Huggard: Referring to the tensile test on a typical 
T-head shown in Fig. 2, the material used for the test is a very 
ductile low-tensile steel and not at all the sort of steel one would 
normally use with the type of high-speed machine which the 
authors have described. Has a similar test been carried out 
using the high-tensile steels which are usually associated with 
this type of machine, and are the results similar; i.e. are the high 
stress concentrations on the fillets shown in Fig. 4 similarly 


relieved on the high-tensile steels with much lower percentag 
elongation, and does failure occur on the neck as shown 3 
Fig. 2? | 

In Fig. 10 the authors use the term “inertia constant H,” bi 
they do not state the units used. Are they using H to mean th 
kinetic energy in kilowatt-seconds of the rotating masses é 
normal speed divided by the full-load kilovolt-amperes, or d 
they mean the acceleration time-constant, i.e. the time in secon¢ 
to accelerate the rotating masses to full speed under full-loa 
torque? 

The possible outputs shown in Fig. 10 are very high, and whe 
they are compared with similar curves shown in the Swiss artic. 
referred to in Reference 5, it is seen that these outputs, particular’ 
curve a’b’, are very much higher than those shown in the Swi) 
article, in some cases twice as much. The basis of the Swi 
article, and the constants used, seem to be similar to those used © 
the authors. Can the authors give an explanation? 

Under “Insulation” the authors refer to the Haefely process « 
wrapping the coil with Micafolium. They are not quite fair 1 
this process of insulating the coils when they say the drawback 1 
this method is the joint between the wrapped cell and the tapir} 
at each end of the coil, and that it is necessary to use Class A ins} 
lation to make a satisfactory joint. There have been perfec 
satisfactory joints made with this type of insulation for many yea. 
using Class B insulation throughout for voltages up to 22k" 
and I do not know of a case in which there has been a failure . 
that point. The Haefely process properly applied does give fa 
the slot portion of the coil an insulation of higher electric streng} 
than that provided by an equivalent insulation thickness of 
completely mica-taped coil, and after all it is the slot portion 
the coil which is most important. 

Mr. A. G. Barton: Do the authors consider that hydrogel 
cooling would be an advantage? In Section 8 it is stated, “Tes 
have shown that dirt in a machine may increase the temperatu 
rise on load by more than 10°C and it most certainly shortey 
the life of the insulation.” I would have thought that hydroge¢ 
cooling, as used in modern turbine-type alternators, would ha 
obviated this, and it might also obviate the use of fire-extinguishi 


equipment. 

Mr. J. Ashmore: A matter which is of importance is t 
vibration problem. Would the authors please give so 
information about the balancing of these rotors ? 

Mr. G. Whiteside: I should like to raise one point followi 
Mr. Easton’s remarks. With reference to the corner joi 
shown in Fig. 6, could the authors say why they use the jig-s 
design in preference to other types such as dovetail, etc.? T 
authors say that these joints are brazed. With brazing, nat 
a filler wire, there is usually a surplus of metal; this would see 
to me to present some insulation problem, because of hig 
pressure points at the joints, especially on the underside of t} 
strip where difficulty might be experienced in cleaning away t| 
surplus metal. 


of the centrifugal force is so small that the coil will hold togeth 
itself. 


ventilation of the stator-winding overhangs? 
As axial direction is imparted to the ventilating air, how 2 
the stator-winding overhangs effectively cooled ? 
Mr. J. G. Henderson: I should like to know what factors gove 
the choice between damper windings with pole-to-pole connectior 
and damper windings without pole-to-pole connections. | 


| 
| 
| 
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THE AUTHORS’ REPLY TO 


Messrs. E. M. Johnson and C. P. Holder (in reply): The 
natters raised in the discussions are dealt with under Section 
eadings. 

Section 4.—The questions asked by Messrs. Hancock and 
‘aylor in regard to overspeed protection are answered by 
Ir. Walker, quoting the Swiss Electrotechnical Commission. 

Section 5.1.—Long experience with the type of construction 

Justrated in Fig. 1(6) has shown that Mr. Metcalf’s fears are 
ingrounded. 
Section 5.2.2.—Dr. Bailey’s suggestion to proof-load the pole 
ixings hydraulically has interesting possibilities. We agree with 
iim and with Mr. Crawford that current notions about factor 
if safety lack precision. 

Mr. Pollock’s calculations confirm, in general, the stress 
listribution shown in Fig. 4. 

We are grateful to Mr. Easton for drawing attention to an 
tror. The elastic limit of the material used for the tensile test 
iccurs at a load of 450001b, and not at a stress of 45000 Ib/in? 
'S stated in the text. 

_ Section 5.4.—Prof. Prescott is correct in saying that the effect 
f£ a discontinuous damper winding is poor at light loads. A 
ecent investigation has shown that it may be advantageous for 
his reason to use a continuous damper winding in certain 
*rancis-turbine applications. 

Section 6.3.2.—Dr. Mandl, Mr. Milne and Mr. Olsen appear 
© support our preference for continuously taped stator coils. 
We agree with Mr. Huggard, however, that satisfactory coils are 


THE ABOVE DISCUSSIONS 


made using Micafolium wrap, but there is still a potential weak- 
ness at the insulation joint. 

Section 7.1.—It is important, as Mr. Milne implies, that the 
face of the thrust collar should be normal to the axis of rotation. 
This can be achieved by a simple manufacturing technique. 
There is no reason why the initial accuracy should not be 
maintained. 

We have not used loose-fitting thrust collars and have therefore 
no experience of the fretting corrosion which has been reported 
to arise from this cause. 

A mattress of springs under the thrust pads provides a greater 
measure of self-alignment than a loosely fitting thrust collar. 
This subject was referred to in the discussion of Reference 1. 

Direct water-cooling will be used in the thrust and guide 
bearings of four 138 MW vertical-shaft generators now under 
construction. We prefer this method to the others mentioned 
by Mr. Milne. ; 

Section 8.—Experience in some remotely situated hydro- 
electric stations has shown that the “‘dirt’’ which it is desirable to 
exclude by closed-circuit ventilation includes insects, pollen and 
the like. This is particularly important where full-load operation 
takes place during the summer months. The Scottish Highlands 
may be exceptional in this respect. 

The importance of protection against dust arising from 
constructional work should not be overlooked. 

Section 9.—In reply to Mr. Huggard, the inertia constant H in 
Fig. 10 is expressed in kilowatt-seconds per kilovoltampere. 


DISCUSSION ON 
‘DESIGN FEATURES OF CERTAIN BRITISH POWER STATIONS’’* 


NORTH-WESTERN CENTRE, AT MANCHESTER, 5TH MAY, 1953 | 


Dr. W. H. Darlington: There is little to criticize in the paper, 
but the following comments may be of interest: 

In Section 3 information is given regarding the condensing 
plant at Littlebrook. At the time when this condenser was being 
designed Mr. Bottomly was strongly influencing the condenser 
world by his paper on ““The Economics of Condensing Plant’: 
he insisted on a condenser rather larger than the manufacturers 
wished to build and having a circulating-water velocity through 
the tubes of Sft/sec. The condenser was finally built largely in 
line with his requirements, but subsequent experience proved 
that Sft/sec is rather too low, especially when cooling water—as 
at Littlebrook—has a lot of sediment such as mud in it. Nor- 
mally the velocity under these conditions would be in the range 
6-64 ft/sec. 

It can be seen from Fig. 2 that a supply of de-aerated con- 
densate was made available during surge periods by introducing 
large-capacity tanks in the surge pipe coupling the low-pressure 
feed system to the surge tank. 

The organization with which I am associated has tested this 
system and can say that it works extremely satisfactorily, figures 
of less than 0-01 millilitres/litre of oxygen being obtained consis- 
tently at the boiler feed-pump suction. Unfortunately, however, 
this system is very susceptible to any maloperation or falling-off 
in performance of the condensing plant. Any joint leakage, for 
instance, or porous castings in the extraction-pump suction or 
any leakage at the extraction-pump glands rapidly increases the 
oxygen figure, and this aerated water passes direct to the boiler 
without the benefit of double de-aeration, which would be 
obtained had a main de-aerator been arranged in the feed system. 

It is now considered necessary for stations operating under 
steam conditions above 600—850° F to provide a main de-aerator 
in the feed line. This de-aerator can replace one of the high- 
pressure stages and will incorporate a capacity tank standing 
on the boiler feed-pump suction so as to render unnecessary the 
normal surge tanks; by this means double de-aeration is provided 
for all condensate going to the boiler. 

It is noted that, at Cliff Quay, although the initial condensers 
were tubed alternately with aluminium-brass and cupro-nickel, 
the former material was not a success. It is, however, more 
interesting to note that cupro-nickel, which is the best of the 
commercial alloys at present on the market, is not entirely free 
from attack. In fact it would seem to indicate that it is very 
doubtful whether there is in existence at the moment a completely 
satisfactory tube alloy for either estuarine or heavily polluted 
waters. 

The lessons which have been learned regarding high-pressure 
feed heaters at Littlebrook “‘B’ have made it possible to obtain 
a correct appreciation of the value of high-pressure heater tubes 
from the maintenance point of view as distinct from the h.p. 
heaters in a modern high-pressure station. 

I have been very concerned for some considerable time now 
regarding the quality of high-pressure feed-heater tubes received 
from the suppliers. During the early Littlebrook period any 
failure at a tube/tube-plate expanded joint was attributed to the 


* WHETMAN, S. D. and PoweLt, A. E: Paper No. 1469S, September, 1953 (see 100, 
Part I, p. 225). 
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q 
expanded joint because, normally, all evidence was sects 
when the tube was drilled out for replacement or plugging. 
careful inspection, however, has recently indicated that one | 
the types of tube defect which may occur is a split end, this bei} 

very difficult to ascertain by visual inspection. It may even 
occasion not be found after expanding because the rolling 
the metal sometimes tends to cover up the evidence. It | 
however, an ever-present source of weakness and a possily 
source of leakage which in a very short time will enable hig} 
pressure feed water to gouge the tube-plate so that it must | 
replaced. This is a very serious matter, since the present hig} 
pressure feed-heater tube-plate is a very large and expensty 
forging, to say nothing of the man-hours involved in the detaila 
drilling. 

My firm has for some time now been re-inspecting all tub 
prior to assembly and has found a number of cases where tub 
have failed on low preliminary water test. This problem | 
h.p. heater-tube quality is a most serious matter and every effo 
must be made to ensure some form of inspection procedul 
eliminating the human factor. 

Even if this increased the price of the tubes it would almo} 
certainly be worth while, considering the cost of having a lary 
modern set with the h.p. heater out of service. This problef 
can undoubtedly be eased if split boiler feed-pumps are used : 
that the care pressure on the heater tubes is correspondings 


be attended to as and when permitted. 

It is realized that the paper is really a description of certaf 
stations designed in conjunction with the organization with whid 
the authors are associated and that the above remarks rea 
apply to modern conditions, but they have been included sing 
the work which led to these observations was brought abo’ 
by consideration of the stations mentioned in the paper. 

Dr. J. H. Bock: From the descriptions of the condensate ar 
feed-heating systems in Table 3 and Fig. 2, it appears that 4 
de-aeration is carried out in the condensers. Whilst this | 
adequate for low pressures, it is surprising that at Poole a 
Littlebrook “‘B” there are no separate de-aerators. Nowada} 
it is regarded as essential to reduce the oxygen content for hig} 
pressure boilers to 0-01 millilitre/litre for the prevention of co; 
rosion, whereas I understand that condenser makers do nj 
guarantee figures below 0-03 millilitre/litre. Even if bett! 
figures can be obtained there is still the danger of oxygen enterit 
the system, through condenser leakages, etc., which danger | 
increased with two-shift operation. I should like to kno! 
whether the authors would recommend de-aerators for ne: 
stations to-day, and if so, what de-aerator operating pressur! 
they would employ. 

I should like to know also the boiler-water concentratio 
maintained in the power stations described, and the author 
recommendations based on to-day’s practice. 

The authors state that, although it is preferable to mount boil 
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sed-pumps in the basement, they are actually located at operat- 
1g-floor level, and I should be interested to know whether this 
rrangement has been entirely satisfactory. 

Littlebrook “B” is a reheat station designed for base-load 
peration. However, judging from the loading programme of 
he B.E.A., it may become necessary in the future to run reheat 
tations on a two-shift basis, or if this is impossible they might 
ave to take load swings. For instance, during the lunch-time 
all in load it might be necessary to reduce the boiler load by 50%, 
nd the steam temperatures might then be so reduced that there 
ould be a danger of the turbine rotor hogging. I should like 
9) know what precautions have to be taken for this type of 
peration. 

I should like to know the authors’ opinion of the use of a 
ouse turbo-alternator for supplying auxiliary power, in order to 
ake the auxiliary supply independent of frequency changes. 

I do not understand why both gross and net efficiencies are 
uoted for the boilers in Table 6B. It is the accepted practice 
1 this country to quote all boiler efficiencies on a basis of gross 
alorific value, and if a net efficiency is given it means the 
fficiency after deducting an allowance for the boiler auxiliary 
ower consumption. However, from the figures in the Table 
- appears that the net efficiency means the efficiency based on 
de net or lower calorific value of the fuel. 

At most of the stations described the boiler capacity seems 
9 allow a considerable margin over the total steam requirements 
if the turbines even if one boiler is out of commission. This 
; a common design feature of power stations, but it makes steam 
emperature control more difficult at economic turbine loads and 
acreases the cost of all boiler auxiliaries, and I should like to 
now whether the authors consider it really necessary. 

_Mr. G. Cooke: In Section 4 it is stated that the boiler feed- 
lumps are designed to give their rated output against full boiler 
low-off pressure, and that the additional cost involved in basing 
he discharge pressure on the boiler blow-off pressure was small. 

In deriving the feed-system characteristic, however, margins 
ad to be allowed in the pressure-drop calculations which tended 
9 elevate the duty point, and since margins were also added by 
ae pump makers the result was generally to give a characteristic 
1 excess of requirements. The margins for low-frequency 
peration were usually added on top of all this. A constant- 
peed feed-pump operated against the throttling of the boiler-feed 
egulator and there could be quite a loss of power, especially 
vhen the output was much lower than the design figure, owing to 
he difference between the pump head curve and the system 
haracteristic curve. This was particularly so when several pumps 
ere working in parallel, since under those conditions the full 
uty from each pump was seldom required. With a pulverized- 
uel boiler the burners could be extinguished very quickly if the 
oiler was blowing off, and it therefore seems more logical to 
esign the pump output for normal boiler pressure conditions. 

The ideal method would be to vary the speed of the pump so 
hat it could follow the system characteristic more closely, and 
ne way of doing this was to use hydraulic variable-speed 
ouplings. Since these appear to be coming into greater promi- 
ence I should be glad to have the authors’ views on the general 
perating experience and desirability of this method of control. 

In the same Section the authors refer to temperature-actuated 
sak-off devices for feed pumps, and state that they consider 
smperature control to be fundamentally correct. Whilst this 
iay be true, the tendency is for feed temperatures to rise, which 
duces the margin upon which a thermally-operated device can 
perate before the temperature of water in the pump reaches 
1e point where serious overheating takes place. Usually the 
me between the rise in water temperature and complete failure 
, extremely short. 
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I think that a device related to flow of water from the pump 
would be more satisfactory. The output of the pump would 
be metered and when this fell below a predetermined point the 
leak-off valve would be automatically opened; it would close 
again as the pump output rose. I believe that this method is 
the subject of a patent in America. 

With regard to high-pressure pipework the authors have stated 
that the adoption of economic pressure drop would result in 
much higher steam velocities, etc. J think insufficient attention 


“has been given to the determination of economic pipe sizes. 


With the increasing use of unit systems, i.e. one boiler to one 
turbine, where no pipe mains system is involved and actual steam 
flows can be determined more closely, there is a very strong case 
for a proper economic study. 

With regard to the pulverizing equipment, there is a tendency 
nowadays for the mill feeders to be located at the mill itself 
instead of at the firing floor. The mill feeder is the principal 
point of control for the pulverizing plant, and whilst I can see 
no serious objection I should be glad to have the authors’ opinion 
concerning this latest tendency. 

Mr. J. L. Ashworth: In Section 3 it is stated that the fitting 
of turbine supervisory gear on the 2-cylinder machines operating 
at moderate steam temperature at Cliff Quay was considered 
an unnecessary expense. There is not yet sufficient experience 
of this equipment in the country to lay down precise rules, and 
this position is clearly indicated in B.S. 132. At the present time 
it is fairly common practice to fit supervisory gear to turbines 
of 50MW or larger capacity. The tendency is to link the need 
for the equipment with the size and temperature of the turbine. 

Turbines are temperamental and each machine has its own 
individual characteristics. There are machines fitted with the 
equipment which are handled satisfactorily and with confidence 
by the operating staff without reference to the indications of the 
supervisory equipment, and other machines of equal size and 
temperature conditions where the operating staff completely rely 
on this equipment for successful operation. 

Many medium-size machines without supervisory gear operat- 
ing to-day on base-load or near base-load conditions will, in the 
not too distant future, be relegated to 2-shift operation. Fre- 
quent stopping and starting may reveal unsuspected troubles 
which might seriously affect availability. I suggest that portable 
turbine supervisory gear could be a valuable aid in those circum- 
stances where the expense of fitting permanent equipment to each 
machine is not justified. 

On a supply system where the night load is small in relation 
to the day load, quick starting and loading have important 
economic considerations, and I was very interested in the figure 
of 4-04% extra losses of 2-shift operation compared with con- 
tinuous load given in Section 9 for the plant at Earley. 2-17% 
appears to be directly attributable to the turbine and emphasizes 
the desirability of rapid starting. 

Comparison of the starting times for Poole 1 and Poole 3 
seems to indicate the confidence felt in the supervisory gear. 
At Kearsley power station considerable progress has been made 
in rapid starting on a 52MW 3000r.p.m. turbine with steam at 
600 lb/in? and 800° F at the turbine stop valve. A typical “run 
up” after an overnight shut-down is as follows: 


Run up to speed and synchronized 17 min. 
Loading to 52 MW ats Ba Me 49 min. 
Total time from stationary to full load 66 min. 


Two important points with regard to rapid starting are (a) tem- 
perature of turbine metal, and (6) temperature of incoming steam. 
After the turbine is shut down the bottom half of the casing 
cools more rapidly than the top half, and there may be quite an 
appreciable difference in temperature between the two halves at 
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the commencement of the “run up.”” An attempt to reduce this 
difference was made on a 30 MW 3000r.p.m. machine at Carlisle 
by fitting a sealing plate underneath the h.p. turbine. 

Before the sealing plate was fitted temperature differences of 
80-90° F were normally obtained between the top and bottom 
halves of the casing of the h.p. turbine. After the sealing plate 
had been fitted no appreciable temperature difference could be 
detected. 

Mr. F. Marshall (communicated): On the question of boiler 
feed-pump leak-off, I agree with the authors that temperature 
control is fundamentally correct, and I should like to suggest that 
where a bled-steam de-aerator is included on the suction side 
of the feed pumps it is essential that the leak-off be controlled 
by the differential temperature across the pumps. 

I should like to ask the authors what prompted the decision 
to adopt 825° F for the temperature of the reheat steam at the 
Littlebrook “‘B” station, as against the generally accepted prin- 
ciple of reheating to the initial steam temperature. Was it an 
economic decision to enable carbon steel to be used in the boiler 
reheater and the associated pipework? 

With regard to the necessity of a quick start for stations on 
shift operation, I notice in Fig. 15 the remark “Admit water 
to h.p. inlet and lp. glands.’’ I think the authors will agree 
that the adoption of steam sealing on all glands is an essential 
design feature if a turbine is likely to be worked on shift opera- 
tion. I should like to have the authors’ opinion of working a 
reheat station such as Littlebrook “B” on shift operation. Is 
the plant flexible and can the whole plant be brought up with 
the reheater in service? 

Mr. A. M. Thyer (Tasmania: communicated): In view of the 
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Mr. W. H. C. Pilling: First, I think that the elimination of the 
feed-pump bays as such is an important development for two 
reasons—it saves a bay, which is of course an important con- 
sideration in building costs, and it avoids the introduction of a 
subsidiary means of handling the feed pump. I was particularly 
interested because this has been done in one or two stations with 
which I am associated and use has been made of the space saved 
by placing the auxiliary switchgear for the whole station in that 
bay; in the more usual layout the turbine house auxiliary switch- 
gear is alongside the turbine house with the boiler-house gear 
at the back. The modified arrangement has considerably 
simplified the cable runs and has saved building space. 

The other general point which interests me is that from Table 1 
it would appear that in the development of these five stations, 
which were designed immediately before and completed after the 
1939-45 War, a very similar method of development was used 
as is being followed by the British Electricity Authority to-day, 
namely that three of the five stations are what one might call 
“routine” stations, with comparatively low pressures and tem- 
peratures, and the other two are of more advanced design. 

In Section 3 of the paper, the authors have compared the 
relative merits of sets with the most economical rating at 80% 
and at 100% of maximum load. I feel that there they have 
understated the case for the machine having an economic rating 
of 100% from the high-pressure-cylinder casting point of view. 
Defective castings are very prevalent and any simplification of 
design which assists castings should be encouraged. 

Again in Section 3, the authors refer to the fitting of a device 
to assist the governor to act rapidly in shutting off steam in the 
event of sudden loss of load. Would they not consider it better 
to concentrate on the design of a governor which will perform 
its proper function without such assistance? 

In Section 4, I assume from the authors’ description that the 
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differences between the plants, some information as to thei 
overall and sectional and capital costs would be of value t 
those engaged on power-plant design. 

Some information on experience as to the necessity of th 
margins provided and their effect on the cost would also & 
appreciated. 

It is felt that the operational data and availability figure 
quoted do not give a very clear picture of the operationé 
experience because of the limited time covered. An extensio) 
of this information over a longer period would be of value 
particularly concerning the time between necessary boiler cleaning 
and deterioration of performance in service; also data as t} 
maintenance of firing equipment, particularly in respect to thr 
Littlebrook plant, which has the highest furnace loading. 

With regard to the turbine plant, it is noted that in certai) 
cases devices are fitted to obviate troubles due to loss of loaq 
and it would be interesting to know whether load-rejection test 
have been carried out and, if so, with what results. In such | 
test, do the relief valves on the intermediate-pressure system 4 
Littlebrook lift? | 

Fig. 1 has created some comment, particularly as to the functio: 
of the ordinate scale and the reason for the differing efficiencie 
at 80°% of the machine with the maximum efficiency at that rati 
and at 100° in the case of the machine with full-load economi 
rating. | 

Information on the types of butt-welded joints used for t 
piping, and experience with them both from a constructiong 
and from a maintenance viewpoint, would be appreciated. 


[The author’s reply to the above discussion will be found o 
page 496.] 
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Littlebrook ““B’’ arrangement is typical of the others. I shou 
like to ask whether effective de-aeration of the feed water ha 
been obtained. I am rather surprised that it has not been fou 
necessary to install a de-aerator with—in the case of two-shi 
stations—provision for storage of de-aerated water when starti 
up. 

In the same Section it is noted that pre-treatment of raw-wate 
make-up before evaporation is by lime-soda softening. Has t 
method of treatment been found to be fully satisfactory? In1 
view hydrogen-ion/sodium-zeolite blend pre-treatment wou 
reduce the amount of sludge and scale in the evaporator and th] 
residual carbon dioxide in the pipework. 

I note from Table 4, on boiler plant, that in one cag 
pendant-type superheaters have been installed. I should lik 
to ask the authors for their views on the relative merits ar 
demerits of the pendant and the self-draining types of supe} 
heater. Two alternative methods of superheat temperaturd 
control have been adopted—one by gas by-pass and the oth 
by desuperheater. Has experience indicated a preference fe 
either method? 

I notice that the authors have suggested that it has not bee 
found necessary to use to their full extent the 2-section air-heate4 
which are installed in the majority of the stations, and I thi 
they would agree with me that the adoption of the 2-sectic| 
heaters leads to a very complicated arrangement of ducting. 

Again, I should like to ask the authors whether the results i 
the stations which they have described give any indication as 1 
the relative merits of tubular and plate-type air heaters, an 
whether they have a prejudice against the regenerative type. _ 


notice that in not a single one of their stations has the regenerati+ 
type been fitted. | 


I am very interested to note that the adoption of water-coole 
furnaces has led to difficulties in the type of ash plant which ha 
| 


i 
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been adopted at some of these stations. Similar troubles have 
been experienced at a station in this area. The return of dust 
to the clean-water reservoir has been dealt with in this case by 
pumping the dust-laden water to a settling reservoir and return- 
ing the clear water to the system. The plant to which I refer 
incorporates a system of belt conveyors for taking the ash and 
dust to barges, and there has been considerable spillage from 
these conveyors. 

In Table 4, I note the reference to hydraulic control of soot 
blowers at Blackwall Point, and I should like the authors’ views 
on this method and to know whether they would advocate it in 
preference to electrical control—which I think everybody would 
agree is complicated and requires specialist attention for 
maintenance. 

Was any difficulty experienced in arranging segregation of 

electrical controls in the hydrogen control cabinet (Fig. 8) to the 
satisfaction of the Factory Inspector? At one station with which 
I am associated the design of the hydrogen-purity indicator with 
an intrinsically safe electrical circuit presented some difficulty. 
The authors refer to the use of bearing oil for shaft sealing in an 
emergency. Have they considered using oil from this system for 
sealing under normal running conditions ? 
_ As to Section 8.4, I should like to draw attention to the 
importance of arranging the instruments on the panel so as to 
give the maximum assistance to the operators. Essential instru- 
ments referring to minute-to-minute control of the plant should 
be emphasized, the remainder taking up secondary positions. 

I was surprised to note from Figs. 15 and 16 (Section 9) that 
the h.p. shaft eccentricity is checked at 400r.p.m., whereas the 
alternator critical speed is somewhere in the region of 1 400- 
1500r.p.m. I should have thought that a clearer indication of 
excess eccentricity would be safely obtained at, say, 800-900 r.p.m. 

My second comment on Section 9 is on outages at Littlebrook 
“B” (Table 6C), where the milling plant appears to have given 
more trouble than elsewhere. Have the authors any explanation 
for this? 

Finally, could the authors explain the five outages due to high 
eccentricity of turbine shafts at Littlebrook “RB” (Table 6C) when 
only one case of thermal instability at this station is mentioned 
in Section 9.4? 

Mr. V. L. Farthing: It is interesting to note that a silencer was 
not used to reduce the noise from the high-pressure steam leak-off 
and that a multi-holed orifice was found to be satisfactory. 
Were these plain orifices or was some kind of ejector principle 
used ? 

The now well-established method of demineralization was used 
at Poole for boiler feed. As a matter of interest I would call 
attention to a new method of water treatment of fire-tube boilers 
and evaporators by ultrasonics, the invention of a Swiss engineer. 

No mention is made of the very important matter of ash 
disposal or of the important use to which ash is now being put 
in the chemical world. 

Under the heading of ‘Generators”’ mention is made of excess 
solvent in the insulation varnish causing trouble at Littlebrook. 
This, of course, can also be a contributory cause of oil trouble 
in transformers. No mention is made of the method of filtration 
of such oil. 

Mr. D. A. Picken: There is a point in Table 5 which illustrates 
particularly commendable practice: the design of installations 
30 as to reduce the fault levels to the very low values quoted not 
only greatly reduces the cost of the switchgear, but also, in the 
event of a mishap or short-circuit occurring due to the reduction in 
fault energies, the injuries to any person in the neighbourhood 
will be very much less. The practice of using large transformers 
of low reactance in connection with installations is to be depre- 
cated, and it is noteworthy that in these five installations 
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which are associated with h.v. fault currents in the neighbouring 
systems it has been practicable to design to such a low level. 
Mr. J. Eccles: I suppose that the British Electricity Authority 
for some time to come will not have to design as many peak-load 
stations as base-load stations, since, as a station design becomes 
superseded, the older stations will naturally be called upon to 
do the peak-load work and most of the newer plant will be 
required for base-load purposes. This is not wholly true because 
the peaks are there and for these very high thermal cycles and 


. very large sets it is impracticable to shut the sets down overnight. 


I think there will in the future be scope for some moderate size 
peak-load units, but for the time being there is a fair amount 
of that plant in the existing stations. 

If you want a very low pressure drop for a given length of 
pipe you have to increase the diameter, and with the bigger pipe 
size there may be considerable trouble due to end thrust, which, 
in turn, is due to expansion. Have the authors considered 
multiple pipes? Much thinner walls are required for a given 
steam pressure with a 3in pipe than with a 12in one, and, of 
course, it is much easier to do the crochet work with a battery 
of 3in pipes than with 12 in pipes. 

In Section 5 there is a statement that ‘‘to accelerate the erection 
programme it was agreed that the first section of the pipework 
at Poole should be constructed with the intermediate joints also 
flange seal-welded; but from technical considerations it would 
have been better to have adhered to the specified butt-welded 
joints.” Later in the same Section, with reference to Little- 
brook “B,”’ it is stated that “‘all joints at valves are of the flanged 
and bolted seal-weld type and have given no trouble.” If they 
have given no trouble at Littlebrook “‘B,”’ where the conditions 
are much more strenuous than at Poole, what is behind the 
earlier suggestion that it would have been better to adhere to 
butt-welded joints? 

Mr. F. J. Worland: I was rather surprised by the authors’ 
remark that ash plants do not affect the availability or thermal 
efficiency of power stations, and that they did not therefore 
propose to refer to ash plants in the paper. Ash plants do affect 
the thermal efficiency and availability of a boiler, and I should 
like the authors to expand their statement. 

The thermal efficiency can be affected by the quantity of water 
that is introduced for quenching, where that method is used 
for refractory preservation or safety, and by the amount of 
extraneous air that is admitted to the ash chamber during the 
removal of the ash. The availability of a boiler is affected by the 
life of the linings of the ash hopper, and if the ash-removal plant 
failed the boiler could not be kept on full load for more than 
a day or so, unless its evaporative capacity was low. 

Mr. R. Ecker: We know from Fig. 1 that, within limits, 
different efficiencies may be designed into steam turbines. 

Using Blackwall Point test figures for guidance (from Table 6B) 
we find that 9235 B.Th.U./kWh in Fig. | at the 80% load of the 
lower curve would go up to about 9 400 B.Th.U./kWh at the 100% 
load for this curve, and not 9475 as shown by the curve. Thus 
both the machine of 80° maximum economic rating and that 
of 100° maximum continuous economic rating, selected for 
presentation, may have the same—or approximately the same— 
heat rates at full load, i.e. 9400B.Th.U./kWh. This cannot be 
achieved with the same frame (assuming good design, of course) 
and it cannot therefore be true that these curves represent essen- 
tially the same machines, except that one is with and one without 
a by-pass valve. What in fact seems to be the case is that a 
high-efficiency machine of 80° maximum economic rating and 
a low-efficiency machine of 100°% maximum continuous economic 
rating are being compared. 

In order to arrive at what would seem to be a more realistic 
comparison in Fig. 1, I have used the Bromborough machine as 
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the basis of some estimates (see Fig. B). This is a 9001b/in* 
50 MW maximum-continuous-economic-rated machine, and all 
units of that design have recently been tested and shown to give 
better performance than guarantee, which is of the order of 
9200B.Th.U./kWh. By fitting a by-pass to that machine and 
making it 80° maximum economic rating with a better vacuum, 
the estimate shows that at 100% load this new machine would 
have a heat rate about 24% worse than the Bromborough one. 
The improvement at 80% load on that machine by comparison 
with 80% load at Bromborough would be in the order of 2% 
and not 4% as shown in Fig. 1. This would have the effect of 
moving the authors’ 93% line to about 87% as the limit above 
which the turbo-generator of maximum continuous economic 
rating is more economical in British thermal units per kilowatt- 
hour than the comparable machine of 80° maximum economic 
rating. 

] agree with the authors that the overall economics of machines 
of maximum continuous economic rating and 80°, maximum 
economic rating must be carefully studied with each new project. 
One of the items which would have to be taken into account in 
such calculations would be the increased reliability of high- 
temperature machines in the absence of by-pass valves, and 
possibly better rates of loading these machines when starting. 

Finally, on the subject of acceptance tests (Table 6B), I would 
say that No. 2 and No. 3 machines on Blackwall Point have 
been tested after some months’ service and for that reason failed 
to reach the excellent performance of No. 1 machine by about 1%. 
Even so, taking account of the different cycle conditions, exclud- 
ing boilers and auxiliaries, Blackwall appears to be the most 
efficient turbine mentioned in the Table. I wonder whether the 
authors could tell us to what extent these different machines 
have come up to their expectations and how they compare 
between themselves. 

Mr. R. S. Atkinson: On the matter of cooling water, it appears 
that in spite of the study of an analysis of the cooling water to 
be used, serious problems still arise after stations have come 
into operation, and the condenser-tube troubles experienced at 
Cliff Quay are a case in point. 

My experience has been that stations using water from large 
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Mr. B. S. Gylee: I have observed from the paper that it had 
been general practice to install the turbo-alternators longitudinally 
in the turbine room. I would like to point out that this method 
of installation gives rise to a very unwieldly plant to operate, 
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rivers and estuaries have individual problems which either we| 
not foreseen or could not be foreseen during the design stag} 
Stations quite close together on the same waterway could ha®| 
and do have, totally different problems. 

It therefore seems that there is scope for the development | 
an adequate technique to ensure (a) that water will be abstract} 
with the minimum amount of solid matter in suspension, (4) t , 
an adequate clean channel will be maintained in the river by 
to the water intakes, and (c) that the effect of the water on | 
condenser tubes, particularly in relation to erosion and corrosi¢ 
should be solved in advance. | 

The authors point out that plant at Littlebrook “B” wou 
probably now be designed with one boiler to each turbine, in Vis 
of the advances made in boiler manufacture since the stati« 
was designed. However, the operational experience gained | 
Littlebrook, of which I have had some personal experience, I 
clearly shown that there is no serious difficulty in operating tv 
reheat boilers in parallel on one turbine unit. 

The omission of a dividing wall between the turbine room ag 
boiler room at Littlebrook ‘““B” has facilitated close liaisw 
between the plant operators in each section, and I suggest t 1 
this might be considered as the initial step in combining ti 
control and operation of unitized turbine and boiler plant und 
one highly skilled operator who could have the instruments az 
controls necessary for the operation of the whole plant group 
in one location suitable sited. If necessary, the observation | 
furnace and similar conditions could be provided for this operat: 
by means of television. In the case of furnace observation, t 
development of full colour television would undoubtedly be 4 
advantage. 

I suggest that this method of operating high-cost high-efficie 
plant would ensure, by the use of a technically qualified operatc 
that maximum possible efficiency was obtained at all times. 

I agree with the authors’ contention that there is no real ca 
for expending capital on extra steelwork merely in order to pi 
boiler feed-pumps at operating-floor level in order to keep the} 
under the observation of the senior operator. Whilst feed pum 
are undoubtedly an important auxiliary, their reliability | 
sufficiently good to justify placing them at basement level, whes 
they would receive at least an amount of supervision equal to t 
other important auxiliaries already located there. | 

One important feature incorporated at Littlebrook “B’ wy 
an additional pulverized-fuel mill per boiler with an output | 
only 6400lb/hr. This small mill has proved invaluable fi 
lighting-up purposes and has avoided the extensive use of 4 
otherwise necessary owing to the instability of burne 
associated with large mills when firing at very low rates. It} 
suggested that there is scope for the development of sm¢ 
pulverized-fuel milling plant designed primarily for lighting-9 
purposes and pressure raising on large pulverized-fuel boilers.| 

The high thermal efficiency attained at Littlebrook “‘B’” ov 
a prolonged period is confirmation of the high efficiency of t! 
reheat cycle when using even quite moderate steam temperature 
and it is somewhat disappointing to see that wider use of th 
heat cycle has not been made in this country, particularly in vie 
of the extremely difficult and worsening position in the sup 
of British coals. 


[The authors’ reply to the above discussion will be found 
page 496.] 


particularly for the charge engineers, who are required to gi 
attention to the whole plant. I should like to know whet 
there is any good reason for abandoning the transverse install 
tion of these machines, which I consider reduces the length 
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he turbine room and gives a more compact plant for operational 
iurposes. 

I notice from the paper that, in one or two cases, gravity-bucket 
onveyors have been used. Is it not time that this most undesir- 
ble piece of plant should be eliminated from power station 
actice, particularly bearing in mind that operation in this 
adustry is necessarily on low grades of small coal, for which 
ravity-bucket conveyors are most undesirable? Would it not 
a good thing if architectural requirements were properly 
reighted in relation to engineering practice? 

Lastly, I would like the authors’ opinion on the necessity for 

upplying steam-driven feed pumps in modern pulverized-fuel- 
red boiler layouts. In my experience, automatic-starting steam 
umps do not in fact start automatically, and they are not 
astalled in such a manner that their operation is efficient. They 
re never vitally necessary for such a plant, and I consider that 
he capital tied up in such equipment could be better spent to 
he advantage of the operating and maintenance staff in better 
esigned equipment elsewhere. 
_ Mr. E. Hywel Jones: In Section 5 there is a reference to flange 
eal-welded joints at valves or the alternative use of bolted joints. 
‘hese very often prove to be a weak point under operational 
onditions and the joints have to be re-made merely because they 
sak and not because access is required to the adjacent valves. 
t would be better to provide butt-welded joints and be prepared 
0 cut through them and re-weld on the rare occasions when 
ccess to a valve is necessary. 

When a station is designed on the unit system, particularly if 
wo-shift working is likely to develop in the future, it seems 
lesirable to provide a much wider range of steam temperature 
ontrol than is the practice at present. It is possible to run a 


489 


set up to speed in a relatively short time and without undue 
worry regarding expansion as the steam temperature tends to 
rise gradually during the running-up period. Once on load, 
however, it would be a distinct advantage to run for an hour or 
two at a reduced steam temperature whilst the set was warming 
up and adopting its working clearances. This method has been 
used by the Americans and has enabled the loading-up process 
to be greatly quickened. 

With regard to instrumentation, the operating engineer is 


-almost always at a disadvantage with new plant because the 


complete instrument boards are not commissioned for some time 
after the turbo-alternator sets or boilers have come into service. 
Under the present system this is almost inevitable as a large mass 
of small wiring and fine pipes have to be connected into position 
after the plant is installed. The difficulty might be overcome to 
some extent if—particularly in the case of turbo-alternators—a 
very simple panel was designed to be installed adjacent to the 
set containing the bare minimum of instruments required for the 
operator to control the machine. Every effort should be made 
to have this panel ready before the machine is run up for the 
first time. Ata later stage the more elaborate instruments could 
be accommodated on another panel a little further away from 
the set in a position chosen to give the best possible access to 
the instruments and protect them against possible transmitted 
vibrations. Whilst these secondary instruments would be a 
useful refinement to the control of the machine, there would be 
no difficulty in securing reasonable operation during the weeks 
or months whilst the second panel was being commissioned. 


[The authors’ reply to the above discussion will be found on 
page 496.] 


NORTHERN IRELAND CENTRE AT BELFAST, 10TH NOVEMBER, 1953 


Mr. H. Weston: I am intrigued by the authors’ opening claim 
hat the design principles of the stations concerned are correctly 
ased on good practice or special circumstances. This is a very 
stute statement, for it will always enable them to evade an 
rgument; e.g. I presume that if we criticize Earley for its unit 
irculating-water pumping system it will probably be pleaded 
hat the plant was originally intended for South Africa. Do 
he authors not now think it would have been preferable to 
dopt a busbar system and to dispense with vacuum-controlled 
ay-off gear? Up to now we have always viewed this appendage 
fith a certain amount of distrust. Do the authors know whether 
has ever operated out of its turn? 

The choice of the relatively conservative steam conditions for 
lackwall Point is not very clear, even though the sets are of 
OMW capacity. The explanation offered is that these con- 
itions, which were chosen in 1945, were based upon an antici- 
ated low load-factor. Yet in the same year the choice for 
oole was 900lb/in? and 925° F, where again a high load-factor 
fas not anticipated and where in fact the running load-factor is 
ome 6% below that of Blackwall Point. It seems that 900 Ib/in? 
nd 925°F would have been a better choice for this station, or 
an it be inferred that conditions at Blackwall Point were chosen, 
ot only because of a low load-factor but also because of the 
ossibility of two-sbift operation; and, if so, do the authors think 
iat 900 1b/in? and 925° F conditions are unsuitable for two-shift 
peration ? 

Can we be told the additional cost per kilowatt of plant 
stalled that the extensive foundation work at Poole involved, 
nd was there any piling carried out between the sheet-steel 
irdle ? 

I am in full agreement with the authors’ preference for a 
y-pass type of machine irrespective of size. I think it must be 


almost impossible to forecast a fixed loading throughout the life 
of any particular installation, and from the moment that a fore- 
cast proves untrue there will generally be a lowering in the overall 
performance of the non-by-pass machine. However, whilst the 
inclusion of a by-pass valve undoubtedly increases the intricacies 
of high-pressure cylinder design, can the authors confirm that 
troubles have been experienced due to variations between cylinder 
and spindle temperatures caused through the use of a by-pass 
valve? It seems to be so important to install plant having an 
80°% economic rating that serious thought should be given to 
discouraging the manufacturers’ drift away from the use of the 
by-pass valve. 

It is rather unfortunate that all the boiler plants described 
are for pulverized fuel, and the paper would have been more 
representative if at least one example of modern stoker-fired 
plant could have been included, especially since the authors’ 
statement that the 3-drum bent-tube type of boiler is represen- 
tative of present-day practice may not necessarily be correct 
where a stoker-fired boiler is concerned. Comment on this 
would be appreciated. I believe, too, that it would have been 
interesting to see how stoker-fired plant would have shown 
up in Table 6C. To those responsible for continuity of supply 
this Table is possibly the most important one in the paper, and 
it is significant that plant outages increase as pressures and tem- 
peratures increase. A total of seven outages due to turbine- 
shaft eccentricity is disconcerting, and the authors give no 
guarantee that, having passed a thermal stability test, freedom 
from future trouble is assured. 

Table 6C makes no specific reference to air heaters. Can it 
therefore be assumed that these have been immune from trouble? 
If not, what troubles have been experienced, and how do the 
tubular and plate heaters compare? Blackwall Point’s final gas 


490 


temperature of 255°F seems to be dangerously low, especially 
for tubular heaters, which are expensive and difficult to renew. 

Finally, I suggest that the authors have made one very impor- 
tant omission. In no instance have they given the cost per 
kilowatt of the plant installed. Admittedly they can plead that 
site conditions must affect such costs, but I think they would 
have been very useful and informative. 

Mr. W. Szwander: Standardization of power station design 
is making continuous progress, and, in that respect, the five 
stations described in the paper constitute a good example of the 
trends noticeable throughout the world. Great caution, how- 
ever, is advised in applying generally developed standards to 
individual cases, such as, for example, that of the Northern 
Ireland power system, which is small by comparison with the 
British Grid receiving power from the majority of power stations 
now being equipped by the British industry. On account of 
that system size difference, reliability requirements in respect 
of individual sets and boilers in the Northern Ireland stations 
are naturally greater than in the B.E.A. stations; hence such 
solutions as, for example, the one boiler per set arrangement, 
or oversimplification of the auxiliary power-supply systems and 
of steam and feed-water connections, are not acceptable here. 
Also many refinements and elaborations, made in the interests of 
increased reliability here (e.g. in the sphere of protection and 
control) elsewhere considered unnecessary, may have very sound 
economic justification. It has been our experience in Northern 
Ireland (where, until now, a number of 33kV wound generators 
are in service) that lately the manufacturers appear to prefer 
11-8kV generators with 11-8/33kV unit-connected step-up 
transformers; could the authors confirm that this is at present 
a general trend? Similarly, numerous generators are now 
being arranged in the British power stations to feed direct 
into the 132kV Grid system; the time is not too distant when 
also the Northern Ireland 110kV Grid may have to take supplies 
direct from generators. In this connection the universally 
adopted station auxiliary system (Fig. 11) has the disadvantage 
of the high cost of the 132kV (or 110kV) connected station 
transformers. This problem may be solved by relying on unit 
transformers only, with a scheme of connections* making pos- 
sible the starting and supplying the general station auxiliary 
services from unit transformers of the running sets. In the light 
of experience gained outside Great Britain it appears regrettable 
that in British power stations the operating rooms are still being 
treated largely as switchgear and electrical output control centres 
only, instead of being given their proper character of full station 
operation control centres, which would require their location 
between the turbine and boiler house, with both the turbine and 
the boiler control panels accommodated in them.t From obser- 
vation of construction progress of new power stations, one cannot 
avoid being struck by the tremendous quantities of structural steel 
being used to satisfy three only indirectly essential requirements: 
that of providing a building to enclose the whole station, that 
of keeping thousands of tons of coal in bunkers high above the 
firing aisle, and that of supporting the turbine-house crane 
capable of performing the very infrequent task of lifting the 
generator stator. While any departures from long-established 
practices always ask for much courage and foresight, it appears 
that the above observation shows the way towards the possibility 


RUGBY SUB-CENTRE, AT RUGBY, 17TH NOVEMBER, 1953 


Mr. C. D. Palfreyman: Table 5 summarizes the electrical 
equipment, and it will be seen that in the particular stations 


* SZWANDER, W.: ‘“‘Generating Station ener: Services—Improved Scheme of 
Bowes Supply,” Electrical Review, 1948, 143, PANE 
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of drastically cutting down the complication, the cost and | 
construction time of the power stations of the future. 
Mr. N. Berry: From all we read about power-station sil 
there appears to be none available except those whose va} 
increases out of all reason when their projected use is kno | 
and in consequence difficulties of planning are undoubtee| 
increased. 
With regard to circulating-water systems, unless special circul] 
stances demand the use of unit pumps, the advantage of usi 
the buspipe system and thereby obtaining a flexible arrangeme 
for economy, convenience of operation and for maintenan | 
has much in its favour. | 
In connection with chlorination of the circulating water | 
should be interested to learn whether the introduction of t 
chlorine is made with the sole object of keeping the condens: 
clean, or whether it is to keep the inlet culverts and screens clé 
also. Serious difficulties with screening plant can arise whe 
the chlorine is added regularly to keep down growth in 
culverts, and more information on the effects of such dos 
would be useful. 
The authors do not appear to have mentioned whether at 
provisions have been made for the maintenance of pure steg 
and feed-water conditions. Even when only small amounts, 
gases, such as carbon dioxide or ammonia, enter the system o¥ 
a period, the concentrations can build up quite appreciably, ew 
with make-up de-aeration, and I should like to know how the 
concentrations could be kept to a minimum. One method is 
bleed the system via the ejector third-stage drains, but this 
the disadvantage of increasing the amount of make-up wa) 
required. 
With regard to operation of feed-pump leak-off valves | 
temperature control, I should be interested to learn whetli 
further experience has shown this arrangement to be sufficien 
reliable or whether any back-up to it has been found necessd 
in order to keep losses to a minimum and avoid serious resu 
to the feed pump in the event of its failure. 
Mr. T. F. Ross: The authors considered supervisory gé 
unnecessary on the Cliff Quay machines, and my own experier} 
of turbines with similar stop-valve conditions, provided w| 
supervisory gear, seems to bear this out. I would be md 
interested to hear how the Littlebrook ““B” and Poole machi i 
behave when running up, particularly in relation to shj 
eccentricity. 
With regard to hydrogen cooling, I think the advantas 
associated with the system outweigh the disadvantages. Oi 
advantage claimed, however, is that it is possible to incre 
the output of the alternator considerably by raising the hydrog 
pressure. For this to be possible, the turbine must haved 
correspondingly increased capacity. Bearing in mind the remait 
about overload valves, can this be arranged economically ? 
I understand the latest American standards recommend t 
adoption of hydrogen cooling for all alternators of 16M 
capacity and upwards, whereas the British practice seems to | 
from 60MW and upwards. Is this again only a matter. 
economics ? | 


[The authors’ reply to the above discussion will be found | 
page 496.] 


mentioned, where the generators are coupled direct to the 1321} 
Grid, the main switchgear is of the air-blast or low-oil-conte 
impulse type. This information might be misleading to | 
engineer not familiar with current practice in this count 
because the ordinary bulk-oil circuit-breaker is still very mu 
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1 demand. It should go on record that, of all the power 
tations erected since the war where generator switching is 
auried out at 132kV, nearly one-half employ the bulk-oil 
ircuit-breaker for this purpose. No doubt you are also familiar 
‘ith the lenticular oil circuit-breaker now being installed in some 
f the 275 kV substations on the super-Grid. 

While on this question of switching generators at 132kV, it is 

iteresting to note the authors’ comments on the reasons for this 
loice contained in Section 8.1. The inference to be drawn here 
that the major factor governing the voltage at which generators 
re switched is the necessity for limiting the fault power on the 
rstem, but it is not always economic to step-up and step-down 
ie voltage in order to keep down the short-circuit rating of the 
witchgear. 
Switchgear can be designed and built to much higher ratings 
an at present, and in America they have found it necessary 
» develop switchgear to deal with this problem. For instance, 
yme of their ratings are as follows: 


MVA kV 
3500) at” 69 
10000 at 161 
15000 at 230 
25000 at 330 


These figures show that switchgear can be designed for any 
stem fault-rating, and the same considerations could apply in 
us country. For example, the fault rating of the 132kV Grid 
ystem was 1500MVA at the start; it was later increased to 
500 MVA, and now circuit-breakers are being supplied with a 
iting of 3500 MVA. It is not unreasonable to assume that 
reuit-breakers with a rating of 5000 MVA or even higher may 
e required in the not-too-distant future. 

Therefore, I think it will be agreed that there is another reason 
wr connecting generators direct to the 132kV Grid, namely that 
ie 132kV system is becoming a distribution network, and the 
.E.A. are selecting the most suitable sites and building generating 
ations solely for the purpose of feeding power into this network. 
Referring again to Table 5, it will be seen that air-break switch- 
ear has been employed in most cases for the auxiliary circuits, 
1e larger motors being supplied at 3-3kV and the smaller 
achines at 415 volts. The notable exception to this is the 
ittlebrook power station, where a voltage of 6kV has been 
sed for the main auxiliary switchgear. 
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This voltage is rarely used for station auxiliaries because there 
is no suitable air-break switchgear available at the moment, and 
it is generally understood that the use of 6kV motors is not 
justified economically. If, for these reasons, 3:3kV is the 
preferred voltage, the larger stations may require the main 
auxiliary switchgear to have a fault rating of nearly twice the 
present level. I should like the authors’ opinion on this matter. 

No comments are given on the method of earthing the neutral 
points of the auxiliary systems. There is a very good case for 


connecting the neutrals solidly to earth, although at Poole 


power station, I note from Fig. 11 that fuses and voltage-trans- 
formers are employed for this purpose. 

At the present time, a lot of interest is being shown in the 
question of standardization owing, no doubt, to the increasing 
influence of the B.E.A. One of the items under discussion 
between the manufacturers and the B.E.A. is the arrangement 
of instruments and controls for generator circuits. Not only 
have the number and type of instruments to be settled but also 
their disposition as between the control panel and the alternator 
control-desk. I believe finality has now been reached in this 
matter and the proposed standard agrees with the arrangement 
of apparatus mentioned in Section 8.3. In the proposal, it is 
laid down that for unit sets a steam-pressure gauge is required 
to be mounted on the generator control panel. In this connection 
I endorse the authors’ view that the pressure gauge should be 
omitted from the control panel, because the information it gives 
can be obtained very readily by other means, and there is no 
point in confusing the control-room operator with any more 
than the essential indications. I would also like to know whether 
the machine designers have been consulted in regard to the 
general question of instrumentation. 

In the United States, it is becoming fairly common practice 
to combine the controls of the boiler, turbine and alternator on 
one set of panels. Sometimes one or two sets of such panels 
are located together in a plant control-room which can be situated 
at operating level between the boilers and the turbines. This 
practice is supposed to give rise to increased operating efficiency, 
although it may lead to staffing difficulties. I should like to 
have the authors’ views as to the desirability or otherwise of 
adopting such an arrangement in this country. 


[The authors’ reply to the above discussion will be found on 
page 496.] 


NORTH-EASTERN CENTRE, AT NEWCASTLE UPON TYNE, 23RD NOVEMBER, 1953 


Mr. W. Dixon: As regards Littlebrook “‘B,” I cannot help 
eling that the performance of this high-pressure reheat station 
ust be a source of secret satisfaction to the operators of 
unston ‘“B’ 2. With a cycle operating at twice the pressure, 
ought to have a “‘sent out” heat rate substantially better than 
junston.* In fact the heat rate is only slightly better, although 
ie test results on the turbo-alternators and the boilers at Little- 
‘ook “‘B” show that the product of the efficiencies of these two 
in accordance with expectations. It is true that in 1952 
ittlebrook ‘‘B” did attain the best overall efficiency, but it is 
yped that further efforts will secure even better results. 
A further point is that, although a good deal of expense was in- 
red in bringing the level of this station to + 20ft O.D., and there- 
re above flood level, it was in fact flooded, in common with other 
ations on the south bank of the Thames, and had to be shut 
wn during the disastrous flooding early this year. I think it 
ould be made clear that the flooding occurred, not through the 
* HoweELL, A., and Jackson, J. B.: “The Design and Operation of Dunston | ‘B’ 
nerating Station with particular reference to 50 MW Turbo-Alternators Unitized 


h Re-heater Boilers,” Proceedings of The Institution of Mechanical Engineers, 1953, 
mpart A, p. 81. 


river banks immediately in front of the station, but from breaches 
of the river wall east and west of the station, and that the water 
entered the basement of Littlebrook “C,”’ then under construc- 
tion, through the incomplete retaining wall at the south end, and 
ultimately flooded the basements of ‘A’ and ““B” stations via 
the basement interconnection. The completion of the “C” 
station will naturally bring with it the restoration of complete 
flood protection as originally designed. 

Turning now to the method of construction of the foundations 
at Poole (Section 1.4), I have frequently heard criticism of this 
on the basis of additional cost. If, however, it is realized that 
when work was started you could row over the site at high tide 
and that in parts silt was over 40 ft deep, it will be clear that the 
first essential was to obtain space on which to work, and it was 
eventually decided to enclose a large area, dig out and replace 
with a cover to obtain a solid and reliable foundation. 

The possibility of piling was considered as an alternative, but 
this method was not adopted owing to anticipated difficulties, 
and expensive though it was, there is no doubt that the method 
described and adopted was correct for this particular site. 
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Reference has been made to large ocean-going colliers being 
able to come alongside at Cliff Quay, which also applies to 
Littlebrook and Blackwall Point. At Poole, however, owing 
to depth restrictions at the bar to Poole Harbour, the colliers 
are smaller, having a maximum capacity of about 2000 tons. 
Earley is, of course, entirely dependent on rail-borne coal. 

I hardly need add that the coal delivered to the respective 
stations is seldom in accordance with that in the original 
specifications. 

Finally, a point that stands out from the paper is the apparently 
random distribution of machine size which is rather striking in 
comparison with present-day uniformity in Great Britain. It is 
worth remembering, therefore, that the present situation in 
England is exceptionally favourable to the adoption of widely 
spaced standards. Formerly when the national control was 
more operational and when operating costs still had to be com- 
pared with fictitious independent operation, there was still some 
real advantage in matching new generation plant to the require- 
ments of one’s own system, either company or municipal. 
Furthermore, it still remains for someone to show the precise 
effect of standardization on the price of a turbo-alternator or 
boiler, as distinct from the acknowledged convenience to the 
manufacturer. It goes without saying that convenience to the 
manufacturer should result in the long run in lower price and 
quicker delivery, but what in fact (even now) is the difference 
to the purchaser in cost per kilowatt between a 60 MW standard 
machine and, say, a 50 MW for the same steam conditions, and 
how much quicker would delivery be? Nowadays one doesnot 
need to consider this matter so carefully for plant in this country, 
but formerly, and oversea even now, this question was and is of 
real importance. 

Mr. S. G. Weeks: I feel that modifications to the furnaces 
at Earley were necessary, because low-volatility coal is provided, 
whereas the furnaces were designed for high-volatility coal. At 
Cliff Quay, modifications were made in the opposite direction. 


SOUTHERN CENTRE, AT PORTSMOUTH, 2ND DECEMBER, 1953 


Mr. E. W. Connon: I should like to refer to the methods of 
neutral earthing which have been used in some of the stations 
mentioned in the paper. It has been the practice of the designers 
of these stations to earth the neutrals, not only of the generator- 
transformer combination, but also of the 3kV and 415-volt 
auxiliary systems, through some combination of a voltage trans- 
former, a fuse and a spark-gap. For the generator-transformer 
combination a voltage transformer alone has often been used, 
but at Poole we did not feel that this arrangement was satisfactory 
and an arc-suppression coil was substituted. Since this time, 
further experience and discussions have led the B.E.A. to 
standardize upon resistance earthing for the neutrals of generator- 
transformer combinations. 

With the 3kV and 415-voit system, the designers of these 
stations described have again used fuses and/or voltage trans- 
formers for neutral earthing. Now these systems are in effect 
distribution systems, and it would be interesting to have a full 
appreciation of why the practice in generating-station distribution 
systems has become different from the practice in distribution 
systems for public supply where customarily neutral earthing is 
either solid, by means of a resistance, or effected by an arc- 
suppression coil. 

Mr. A. Abbott: It will be noted from Table 5 that the voltage 
of the auxiliary switchgear at Earley is 3:3 kV whilst that specified 
for Blackwall Point, Cliff Quay and Poole is 3kV. The reason 
for this I believe was that at that time there was some doubt 
about the performance of air-break switchgear at the standard 
voltage of 3-3kV at 150MVA short-circuit capacity; it was a 
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Refractory surfaces in the furnaces were removed because | 
furnaces, designed for a less volatile coal, are in fact be 
fired with a high-volatility coal. Wherever possible the B. 
should arrange for supplies of coal to suit the furnace des 
and so avoid modifications after a boiler has been ere 
It is appreciated, however, that the B.E.A. are not able to che} 
with complete freedom the coal they require. | 

From the starting-up curves shown in Figs. 17 and 18 il 
apparent that at Earley steam is admitted to the turbines} 
saturation temperature, whereas at Blackwall Point steam is} 
admitted to the turbines until it is superheated by about 254 
when starting up. There is a good case for a measure of standa| 
ization of turbine starting requirements, and this would assist | 
boiler operators and manufacturers. At Earley the startings| 
practice must be of considerable help to the boiler operators, sil 
these boilers are fitted with non-draining superheaters. | 

In Section 5 the authors have referred to both radiograg 
and magnetic testing of welds, and they appear to favour to sq 
extent the radiographic method. In my opinion certain ty) 
of defect are difficult to detect with radiographic examinats 
and magnetic testing might in some cases give more comp 
results. I also suggest that in the near future the use of ultras¢ 
gear may well prove of considerable value on this type of wom 

I should like to draw the authors’ attention to their statenq 
that the Cliff Quay furnaces were in the initial stages comple 
refractory-block lined. This was not the case; the extent 
initial refractory surface in the Cliff Quay furnaces is indica 
in Fig. 4 by the dark line on the furnace side walls: there ~ 
also an area of refractory at the top of the front walls. 
comments on the gas by-pass adjustment at this power stati 
are perhaps misleading, since the gas by-pass dampers can 
course, be adjusted during boiler operation. 


| 


[The authors’ reply to the above discussion will be found] 
page 496.] 


question of rupturing the full short-circuit current; thus to: 
on the safe side in specifying a 3-3kV switch to operate sai 
factorily at 3kV the manufacturers had to test it at a short-cird 
current of 28-8 kA instead of 26:2kA. 
At Meaford station an oil circuit-breaker is inserted betw 
the generator and the l.v. side of the step-up transformer; i) 
thus possible to omit station transformers and their associal 
switches and interconnecting cables, etc., the machine auxilia: 
being started up by leaving open the l.v. switch, closing the I 
one and then synchronizing on the l.v. switch. 
It is considered practicable to substitute a load-makingrema 
controlled isolator instead of an oil circuit-breaker between | 
generator and the step-up transformer: this could be moun! 
close to, or upon, the machine foundation block. Perhaps 
authors could explain why the Meaford layout has not as | 
been developed further in this country, although I believe 
number of such layouts have been installed abroad. 
The most reliable supply of electricity in a power stati 
directly connected to the Grid is the Grid. 
Had this layout been adopted at Poole, for instance, the cap’ 
cost of electrical equipment would have been reduced by appre 
mately £110000 excluding civil costs, which might amount to * 
saving of another £10000, and on the advice of experts I am te 
no serious limitation in operation would result. 
With reference to Section 7 the separate excitation method! 
Cliff Quay and Littlebrook has given good service, and I belie 
has not been detrimental under system fault conditions. 
The geared exciters necessitate a long overall shaft-length, t 
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juiring more accommodation per set. A further point is that 
y untoward vibration on the machine may have repercussions 
the gearing which, even at intermittent periods, might in time 
ate wear with consequent increase in noise. However, for 
chines in excess of 60 MW the direct-driven exciter becomes 
elatively large high-speed d.c. generator, a device discarded 
out 30 years ago. 

One way out of the difficulty might be to install a direct- 
ven a.c. generator on the main shaft coupled direct (elec- 
ally) to a low-speed motor-generator set—this maintains 
> unit principle, and it should be remembered that after the 
wer transformer a slow-running motor-generator set has 
yved over a period of years to be a most reliable piece of 
ctrical equipment, and the maintenance costs are negligible. 
Finally on the matter of switchgear (Section 8), I note that 
ickwall Point and Cliff Quay were considered marginal cases 
‘33kV generation. 

[t seems to me that as the Area Boards build up concentrated 
id at this voltage near to an intended new station or proposed 
ension to an existing one, 33kV generation may have to be 
cen more into consideration. The experience at Earley with 
erators at this voltage has up to the present been quite 
isfactory. 

As regards auxiliary switchgear, where only air-break is used, 
© not think it necessary to house it in separate switch-houses, 
is the case to my knowledge at four of the stations mentioned 
the paper. The fire risk is negligible, and the amount of dirt 
1 grit, etc., in a modern station is very small, even where 
lverized fuel is used. It is sound practice in my view to erect 
» gear open to the turbine room, thus saving the cost of 
‘iding walls, etc. 

Mr. S. R. Arnold: In Fig. 10 the supply network of Littlebrook 
tion is shown, and I note that the 66kV network in ‘the 
pington area is fed by means of star/star wound transformers. 
vat method of reducing the effects of third-harmonic currents 
employed, no tertiary windings being evident as at Poole 
ee 11)? 

Adverting to mechanical matters, the authors remarked that 
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it was not the custom to include the power consumption of 
auxiliary plant in the station heat balance. This is a pity, since 
it means in practice that little attention is paid to improving 
auxiliary efficiency. For example, most coal conveying, elevating 
and bunkering plant is worm-reduction-gear driven, tests of which 
have shown it is little more than 40° efficient after a few months 
of use. A 60 MW station of my acquaintance has coal-raising 
plant using 7200kWh daily, i.e. approximately 0-4°% of the 
output. Could this not be greatly reduced by double-reduction 
spur gears now available at very nearly the same price? Again, 
it is customary to drive the governor-relay lubricating oil-pumps 
of large turbo-alternator sets by worm gearing. Would this 
be taking more power than is generally suspected? Also, could 
not greater use be made of aerodynamic knowledge to improve 
draught plant layout? Considerable power must surely be 
wasted in overcoming the friction set up by the many sharp bends 
and changes of duct section apparent in the examples shown. 

It is noted that both air heaters and economizers are used in 
all the cases described and that the precipitators occupy con- 
siderable space as well as providing a large heat-dissipating area 
from their casings. Could a case be made for dispensing with 
economizers? Further, the low gas. velocity needed to effect 
acceptable precipitator efficiency might be necessitating a 
higher chimney entry temperature than is advisable in the interests 
of efficiency. Recent tests in connection with another type of 
prime mover have shown that much greater precipitator velocities 
are possible if this device is placed in a higher-temperature zone. 

Finally, the question of recovering the alternator losses now 
the sets are becoming so large could no doubt be re-opened 
with advantage. Hydrogen combustion air-heat exchangers 
developed from chemical plant knowledge are reliable devices 
nowadays, and could be incorporated with advantage in the 
draught plant. 

It seems that integration of all these points could make a 
considerable and acceptable reduction in the electricity used in 
power stations. 


[The authors’ reply to the above discussion will be found on 
page 496.] 


WESTERN CENTRE, AT BRISTOL, 11TH JANUARY, 1954 


Mr. F. Thomas: Do the authors consider that the extra com- 
cation and capital expenditure of employing a reheat system 
vatranted for two-shift stations ? 

t is noted that in all the five stations described, either tube 
plate air-heaters are employed; it would be interesting to 
ow whether regenerative heaters were considered since they 
upy less space. 

Mr. J. Irlam: On a number of occasions I visited the Poole 
. during construction, and in the early days I was struck by 
“massive and costly nature of the foundation works for the 
tion proper; were methods other than the construction of the 
dle wall, and complete excavation and concreting within, 
estigated during the early consideration given to the founda- 
a design? I have in mind the ground-freezing process, well 
wn in civil engineering circles, and the construction of heavy 
sper walls designed to carry all plant and building loads either 
gitudinally or across the axis of the station. I think such a 
tem might have shown economies over the one adopted. 

‘he old generating station at Feeder Road, Bristol, which was 
structed on a marsh with hard founding at 35 ft below ground 
1, was constructed on the wall principle, the walls being tied 
round level by a massive reinforced-concrete raft; the spaces 
ween these walls were used for culverts and storage water tanks. 
Ar. A. C. Thirtle: The particulars given in Table 1 show the 
ous effects of the war period on our technical advancement 
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in generation design. Although some courage was shown in 
adopting a pressure of 1 235lb/in2 at Littlebrook “B” with a 
reheat cycle, the temperature of 825° F was very conservative in 
the light of known experience of 950° F working in the United 
States. It now appears regrettable that more courage was not 
displayed by both consultants and manufacturers as well as the 
C.E.B. in the large programme of plant which had to be put in 
hand immediately after the war period. The excessive lapse of 
time between design and commissioning dates in this country is 
a costly handicap. 

The heat-consumption curves shown in Fig. 1 are most 
interesting, although the comparison of 80% and 100% ratings 
does not appear to be realistic for all types of turbine steam- 
admission control. With the greater use of the transmission 
system it appears to be more economic to design the larger sets 
for 100% economic rating and to operate them at full load when 
on the busbars. To obtain the full benefit of such running, the 
time taken when starting and running up to full load must be 
brought to a minimum. What are the authors’ views on the 
improvements over the results shown in Figs. 15-18 for present- 
day designs? No. 1 set at Poole, in Fig. 15, shows 60min for 
running up and a loading rate of 2MW/min. A later design 
of this manufacture has a shorter overall turbine shaft with a 
solid forged l.p. rotor solid-coupled to the h.p. spindle. It is 
hoped that this design will give improved performance in this 
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respect. Can the authors say what we could expect as minimum 
times for starting and loading of new 60 and 120 MW sets? 

Section 4 refers to a new technique for water purification in 
the demineralization plant at Poole. Very satisfactory results 
have been experienced with this plant, and all make-up is provided 
therefrom without the use of evaporators. If such plant can be 
100° dependable, would it not improve the cycle efficiency if 
the cold demineralized make-up were sprayed into the turbine 
exhaust immediately above the condenser? I am not certain 
from Fig. 2 whether this cold make-up is introduced into the 
condenser at a high enough level to act in a small way as a spray 
condenser. 

I should like to put in a plea for greater attention to auxiliary 
plant design. Table 6C shows the serious effect of such items 
as economizer caps and milling plant on the availability figures 
of Blackwall Point and Littlebrook ““B.” 

Mr. N. Higginson: The paper refers to the adoption of turbine 
overspeed anticipatory gear at Poole, Cliff Quay and Little- 
brook “B.” It is appreciated that overspeed will obtain only 
with loss of load coincident with a machine becoming discon- 
nected from the main electrical network. 

Could the authors say whether, in their experience, machines 
of 30 MW and above, not fitted with this feature, are unable 
to meet the British Standard requirements for turbine speed- 
governing on loss of bulk load? 

The authors refer to the more likely incidence of falling vacuum 
with unit-operated circulating-water pumps. This is also the 
case with certain stations when, at a certain period of the year, 


SOUTH-EAST SCOTLAND SUB-CENTRE, AT EDINBURGH, 


Prof. R. O. Kapp: One of the thoughts that this paper raises 
is how progress in power-station design in this country is ham- 
pered by the great length of time that elapses between planning 
a station and setting it to work. Progress must proceed step by 
step. For one cannot risk a major departure from given steam 
conditions and established designs until some working experience 
has been gained with these. In other countries the time interval 
between steps is not great and progress can be proportionately 
more rapid than it is in this country, where the interval is very 
great. Taking a long view, this consequence of the time-lag 
between designing and being able to test the design in operation 
is, in my opinion, more serious than the large amount of idle 
capital tied up during the construction of a station. 

It is appropriate, as we are assembled in Edinburgh and are 
considering power-station design, to remember Portobello. The 
arrangement there, which Mr. Field initiated when he was Chief 
Engineer of the Edinburgh Corporation Electricity Department, 
consists of one 540000 1b/h boiler to each 60 MW turbo-alternator 
assembly. This assembly is made up of two turbines, each with 
its own 30 MW alternator. The whole is controlled by a single 
circuit-breaker. I feel sure that such a unit arrangement, with 
one boiler to one generating assembly, is economically and 
technically sound practice for present conditions. This equip- 
ment appears third in the published efficiency tables for 1951-52. 

It is interesting to consider what the present technical limits 
for steam conditions are likely to be. Stations are already 
planned with temperatures up to 1050°F. Such a temperature 
is probably the best, economically, at the present time, for it 
does not call for unduly expensive steels; the best ferritic steels, 
such as molybdenum-vanadium, are suitable, except perhaps for 
components exposed to particularly corrosive conditions. But 
long-term policy demands that we should build a few stations 
unhampered by economic considerations and regard the extra 
cost as large-scale and very valuable research. It seems quite 
likely that within the next few years stations in this experimental 
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river-borne blanket weed causes sudden fouling of the main | 
water screens. | 

Whilst the use of automatic load paying-off equipment | 
consequent reduction in l.p. cylinder overheating and at 
pheric relief sizes appears to be advantageous, I am interé) 
to know whether there is any risk of turbine “‘gulping”’ on rest 
tion of vacuum from, say, 25in to 29in, between which va) 
the ‘“‘speeder run-back gear’’ is not put into operation. 

It would have been interesting if the authors had included r 
details of the types of auxiliary drives. Table 4 indicates 2-s} 
motor-driven induced- and forced-draught fans with danj 
control. | 

Damper control appears to be rather an inefficient metho 
draught control compared with inlet vane control—particu}} 
when automatic combustion control is.adopted. I believe | 


scoop-controlled (or equivalent) couplings, or variable-sy 
motors, can be justified within a few years in the savings ni 
in electrical energy consumed, and I should like to know\ 
authors’ views in this regard. 

In view of the trend at the time, it is interesting to note @ 
with the exception of Earley, direct generation at 33kV wasj 
adopted for certain stated reasons. Did the effect of the ral 
preponderant third-harmonic voltage which varies betweer 
load and full load in the range 500-1100 volts with 31 
generators also have any bearing on the decisions? 


[The authors’ reply to the above discussion will be founc 
page 496.] 


19TH JANUARY, 1954 


class will employ temperatures up to 1450°F. Niobi 
stabilized austenitic steels that would withstand such temperat} 
are already available. 

The heavy cost per kilowatt of modern stations makes a 
ability of very great importance, and this leads me to ask whe} 
it would be safe to reduce boiler outages required now by 
Factory Acts. It is worth remembering that the requirem: 
of the Factory Acts are designed to make all boilers safe, includ 
the worst cases such as small installations operated by unskié 
labour and fed with make-up water very different in quantity | 
quality from the 2% of distilled water put into power-sta’ 
boilers. Some valuable concessions have been made alred 
but research into the rate and manner of boiler deterioratio 
modern power stations might well show that further concess# 
could safely be made. 

Lastly I should like to ask why the star-star station transform 
shown in Fig. 11 are provided with delta windings. I know | 
is traditional practice and is done so as to ensure enough ea! 
fault current to operate protective relays, but if the transform 
are of the 3-limb core type there will be enough fault ¢ 
without the tertiary winding. 

Mr. G. G. Smail: In Section 8 a suggestion appears tol 
made that there was a case for 33kV stators at Blackwall Pé 
because the machines were required to fit into a 33kV netwa 
but that actually an 11 kV stator with a step-up transformer 
“used, purely with the object of reducing the short-circuit ¢ 
on the switchgear. I have always understood that the 3 
stator is more costly than the 11 kV one and is, in fact, ee 
to the combined cost of the 11 kV stator and step-up ran 
This being the case, I am of the opinion that the low-vo | 
stator and step-up transformer combination would be prefer 
wherever a connection at 33kV or above was required. | 

At Littlebrook, Cliff Quay and Poole, the alternators v 
connected at 132kV. Reference to Table 6C shows that 
each of these places considerable trouble was experienced y 
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2 132kV switchgear, and I should like to know the nature of 
2 trouble at each station. It is noticeable that no trouble 
pears to have been experienced with the 33kV switchgear at 
ackwall Point or Earley, where 33kV switchgear was also 
iployed for two of the sets and 132 kV switchgear of the bulk- 
type for the third. 

The authors refer briefly to a type of control panel for the 
trical control room in which the relay panels are mounted 
hind the control panels. Such an arrangement has two dis- 
vantages: first the relay panels are at a considerable distance 
mm the switchgear instead of being as close as possible thereto, 
order to reduce current-transformer burdens, and secondly 
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the extreme length of the control panels becomes unwieldy. The 
modern trend is to install relay panels as near as possible to the 
switchgear and to provide control panels of small dimensions 
employing miniature components. 

Extreme miniaturization can be achieved by providing a central 
alarm annunciation scheme, common to the whole of the switch- 
gear installation, and to use components which are of extremely 
small dimensions which have been tried out in service over many 
years in telephone practice. 


[The authors’ reply to the above discussion will be found on 
page 496.] 


SOUTH-WEST SCOTLAND SUB-CENTRE, AT GLASGOW, 20TH JANUARY, 1954 


Mr. D. H. Campbell: Artists’ impressions of the stations at 
iff Quay and Poole were widely publicized by the B.E.A. some 
ars ago and certainly they were much more impressive 
‘ernally than the rather utilitarian Braehead, for instance. Was 
» architectural design specially influenced by local authorities 


or the Fine Arts Commission, and, if so, to what extent would 
this be reflected in the cost? 


[The authors’ reply to the above discussion will be found on 
page 496. ] 


EAST MIDLAND CENTRE, AT NOTTINGHAM, 16TH FEBRUARY, 1954 


Mr. O. S. Woods: I believe that consideration must first be 
ven to reliability, overall economy and simplicity of design, 
th which the authors agree, but they go on to say that, never- 
sless, four out of the five stations have appeared among the 
1 most efficient stations in the B.E.A. list. I think they are 
ilty of an understatement: it was because of these factors, in 
/ opinion, that reliability was obtained over such a long period. 
The authors favour central evaporation plant. Do they still 
Id that view when they talk about unit arrangements? I think 
is correct to say that the details of feed-water treatment plant 
> not yet fully resolved by all designers. The paper does not 
slude details of the operations required to treat the water on the 
o kinds of plant at Poole, both working at 100% duty. 
I note in Section 9.1 that some very interesting tests were 
rried out at Earley to consider the effect of reducing the three- 
ift operation to two-shift. The authors say that the station 
iciency drops from 26:4% to 25-33% when operated on two 
ifts. Isay that a quarter of this loss is contributed by starting 
the boilers—this appears to be another feature not fully 
olved. 
[ take exception to the loose definition of the operating control 
ym as one which is essential only to the operation of the 
tion, and therefore contains only controls essential to 
erating the generators and dispatching loads. Surely it is 
ential to control in addition the boiler, the turbine and the 
ernators? I should like to suggest bringing together these 
ee elements of control and putting them in a properly designed 
mt control-room on the operating floor of the station, where 
re are all the necessary features for the control of the plant 
one place. There would then be less likelihood of conflicting 
ormation originating from different people. 
Mr. D. D. McIntyre: Reference has been made by one of the 
vious speakers to the use of backing rings in butt-welded 
nts. These form a very desirable feature to enable a full 
1etration of the weld metal to be made and also to prevent 
id spatter or obstructions passing into the bore of the pipe. 
addition, they materially assist in lining up the pipes in the 
irse of erection, and anyone who has had first-hand experience 
assembling heavy butt-welded pipes in the air would appreciate 
s facility. The obstruction in the pipe is very small as the 
\stant thickness of the backing ring is used throughout the 
tem, and in the past this has not been considered detrimental. 


We are, however, carrying out welds without backing rings in 
certain instances, but this is a very small proportion of the total 
number which have been done and put into service. 

Reference is made to the use of ferritic steel for use on work 
at 1050°F. I assume that this refers to 24°% chromium, but so 
far there are no available data to show how this performs in 
this country—either during manufacture or in service. The use 
of a ferritic steel is governed by the strength of the weld metal 
which can be deposited, and which—when subjected to suitable 
heat treatment—shows the properties required for high-tem- 
perature work. On one job which is at present being manu- 
factured, this weakness is so pronounced that flanges and bolts 
are being fitted at each butt joint, to act as a mechanical aid and 
to ensure that the weld metal is in compression whilst in service. 

In the case of austenitic steel it could be stated clearly that 
there is no difficulty in depositing a weld of full strength provided 
that a correct technique is adopted for the welding and suitable 
austenitic steel is used for the pipes and fittings. 

Mr. N. F. Newey: The authors mention that it is their usual 
practice for high-pressure valves to be butt-welded into the lines. 
What is their opinion of butt-welding as opposed to flanges 
seal-welded ? 

Mr. J. Haynes: With reference to the development of four of 
the stations described in the paper, it is striking that only one 
of them was designed for reheating. Why is reheating treated as 
something abnormal and not included in every design? Is it on 
consideration of the probable load factor of the station? 

I was interested to note how the noise caused by the orifice 
in the feed pumps leak-off at Littlebrook was overcome. I have 
had the experience of overcoming a similar noise by putting two 
orifice plates in series. 

Mr. A. G. Connell: The authors have indicated large losses 
on the high-pressure steam pipes, and I wonder how this was 
assessed. In the light of 1954 experience, is it the case that steam 
feed pumps are out of the question, and do the operators still 
like to have a steam feed pump available? 


Messrs. W. Price, W. Fenwick and W. Warren also contributed 
to the discussion at Nottingham. 


[The authors’ reply to the above discussion will be found 
overleaf. 
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NORTH MIDLAND CENTRE, AT YORK, 30TH MARCH, 1954 | 


Mr. G. T. Shepherd: With reference to Fig. 1, most, if not all, 
turbines are capable of more than rated load, owing to design 
tolerance, etc. This is an advantage in the case of 80% economic 
rated sets, since it merely moves the economic point above 80% 
and results in Jess by-passing at higher loads. In the case of 
100% economic rated sets, however, it results in an increased 
throttling loss at the stop valve. This appears to be a further 
advantage of the 80% economic rated machine that has not 
previously been mentioned. 

The straight-cycle stations in the paper are all steam range 
stations. This, in the case of 2-shift working, allows of easier 
running-up conditions owing to hot steam being available. In 
all cases it must give greater availability, and it would be interest- 
ing to know the economics that justify the unit system in, say, a 
straight 900 lb/in? 900°F station. I suggest that the capital cost of 
a simple steam tie-main would be far more than recovered by 
increased availability and ease of operation. 

I note that only Earley has unit circulating-water pumps. At 
Skelton Grange it is found to be far more economical to run 
the condensers with a circulating-water rise of about 20°F and 
a corresponding reduction of water. The saving in auxiliary 
power consumption more than balances the almost negligible 
rise in back-pressures. Thus, the flexibility of a common bus- 
bar-main is advocated in order to ensure most economical 
working of the cooling-water system. 

The steam temperature drop from boilers to turbines at 
Skelton Grange is so small that commercial instruments actually 
show a rise, hence emphasizing the importance of thermometer 
pocket design and position for accurate measurement of tempera- 


THE AUTHORS’ REPLY TO 


Messrs. S. D. Whetman and A. E. Powell (in reply): The first 
part of our reply may be classified as ‘“‘General,”’ after which 
matters are dealt with under appropriate headings. 

On the subject of layout Mr. Gylee referred to the longitudinal 
versus transverse arrangement of turbo-alternators. This is 
determined sometimes by the shape of the site, but more usually 
it is economical to match the turbine and boiler-house lengths. 
The longitudinal turbine arrangement reduces the span of the 
overhead crane, but on the unit turbine and boiler installations 
the transverse turbine arrangement is usual. We agree that, 
technically, belt coal conveyors are much to be preferred to 
bucket conveyors where space is available, but there are places 
where some cognizance must be taken of architectural require- 
ments. 

The unit circulating-water pump at Earley has been mentioned 
by Mr. Weston and also by Mr. Shepherd, who points out the 
advantages of the busbar system. We agree with his remarks, 
and had the ultimate development of Earley been known at the 
outset the choice there would have been different. Mr. Berry 
refers to chlorination: where this has been installed it is for 
intermittent injection at the condenser inlets. It has since been 
added at Poole to clear the inlet culverts also. 

References to the unit control centre were made by Mr. 
Palfreyman and Mr. Woods. We agree that this is the logical 
outcome of the unit boiler-turbine arrangement. 

Dr. Bock asks for our views on the use of a house alternator, 
to make the supply independent of frequency changes. Whilst 
this may be justified in the case of some oversea stations which 
may become completely isolated, we do not consider them 
necessary in this country. At the higher steam temperatures 
and pressures they are less efficient and do not justify the space 
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tures of this order. This very small drop confirms the authij 
views on temperature drop allowances of 15-25°F being too liba)) 

The authors have queried the need for a steam pressure gat 
in the operating room. Such a gauge, or a boiler automi 
control pressure gauge, where used, must be considered 
necessity. It is agreed that under normal circumstances if 
the duty of the boiler house operatives to maintain constant st 
pressure. In times of stress, however, a pressure gauge of sd 
description is essential. It is difficult to imagine the co 
room taking conflicting action with the boiler house if the ste 
pressure is, say, 1001b/in? down and dropping fast. | 

Mr. J. G. Craven: A glance at Table 6A indicates an amaa 
increase in the efficiency of British power stations during | 
past half-century. I find on referring to one of my early-4 
note-books that for the week ending 16th December, 5 
Carville power station sent out 2522300kWh, and the 
required per kilowatt-hour sent out was 2:761b, with a maxi 
load of 27000kW at 0:98 power factor. 

At this time Carville was one of our largest and most effic} 
power stations, but applying this coal figure to Cliff Quay 
Table 6A, it appears that, instead of consuming 347500 t 
of fuel in 6 months at 1:152lb of coal per kilowatt-h 
sent out, the figure would have been some 830000 tons, a 
suggest that without the remarkable increase in efficiency; 
combustion, boiler, and turbine plant (with fuel at its present-; 
cost), no one could afford to use electricity either for indust} 
or domestic purposes. 

I should like to ask the authors what they consider mat 
contributes to this increased efficiency. 


THE ABOVE DISCUSSIONS 


occupied. Also in reply to Dr. Bock we confirm that the locati 
of the feed pumps at operating floor level has proved enti 
satisfactory. | 

Mr. Weston referred to the choice of steam temperatul 
The load factor at Blackwall Point in 1952 was in fact hig 
than that at Poole, but this was not expected as normal. Bla 
wall Point was expected to operate on a two-shift basis at a 
load-factor, and on 30 MW turbines the efficiency at the hig: 
temperature and pressure was not considered sufficient to q 
weigh the advantages of quicker starting. The results at Pc 
and elsewhere have proved the suitability of larger 9001b, 
925° F machines for two-shift operation. 

Some speakers have referred to the merits or demerits | 
unit boiler-turbine system. Mr. Hywel Jones suggested thal 
unit layout made it desirable to increase the range of ste; 
temperature control. This is rather outside the scope of | | 
paper, but superheat control as normally applied is to red| 
the temperature at maximum output, and quite a different dew 
is required to increase the steam temperature to match the turbs 
metal temperatures at starting. Mr. Shepherd refers to | 
advantage of a steam range in providing steam which is hot 
than the casing of the turbine to be started. The justificat! 
of the unit arrangement at higher temperatures and Pressure} 


a 


| 


its greater simplicity and saving in cost. i] 
On the subject of reheating, several speakers have asked ab 
its suitability for two-shift operation or at half-load. As N 
Atkinson has said, there is no difficulty in operating the Lit 
brook “B” machines, even with two boilers per turbine, 
experience elsewhere has not revealed any difficulty in i 


starts. We consider reheating justified on the larger machi 
despite the fact that they may have to operate on a two-sl 
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oasis for a large part of their life. Mr. Atkinson will no doubt 
se glad to note the current tendency for the use of reheat cycles 
yn a wider scale on the installations now being planned. 

To Mr. Marshall we would point out that the design reheat 
emperature at Littlebrook ““B” is the same as the initial steam 
emperature, but it is not necessarily usual to reheat to the live 
steam temperature. As Mr. Marshall infers, this answer has to 
Je obtained by an economic investigation of each case. 

Mr. Arnold mentioned some points about efficiency. The 
ower consumption of the auxiliaries is included in the station 
reat balance and is an important matter in considering auxiliary 
irives and in the comparison of different operating pressures. 
Worm drives are used for some purposes such as conveyor and 
ubricating-oil-pump drives to save space. We cannot make an 
xconomic case for the elimination of economizers on natural 
xirculation boilers, and it is necessary to provide dust precipitators 
it the final boiler outlet and to design them accordingly. We 
agree that considerable space is required, and efforts to reduce 
hhis are proceeding. The draught loss caused by sharp changes 
of direction is a very small proportion of the total, and does not 
ustify the extra space required for easier bends. 

_ The alternator losses are of course a smaller proportion of the 
yutput on hydrogen-cooled alternators than on air-cooled ones. 
[he difficulty in recovering them—as with transformer losses—is 
hat the temperature difference is so small that the heat exchangers 
vould not be economical. 

In reply to Mr. Craven, the increased efficiency compared with 
he 1908 figures he quotes is attributed to the higher steam 
emperatures and pressures, greater combustion efficiency and 
mproved plant designs. 

In reply to Mr. Worland’s comment that ash plants may affect 
he availability or thermal efficiency of power stations, we agree 
hat this is true inasmuch as the boiler ash hopper and method 
xf quenching may do so. In these stations the ash hoppers 
lave not affected the availability, and the effect on efficiency is 
iegligible. 

Mr. Campbell referred to architecture. The conveyor arrange- 
nent at Poole was a voluntary concession to appearances, but 
otherwise the design was not influenced by local authorities or 
he Fine Arts Commission. A good appearance has been 
ybtained by uniformity of window arrangement and a clean 
ilhouette. 

The Poole foundations were mentioned by Mr. Weston and 
Mr. Shepherd. If the problem arose again when an easier 
upply of materials and skilled labour existed, a cellular raft 
night well be the answer at the deeper end. 


Turbines and Condensing Plant. 


The remarks by Mr. Ecker and Mr. Thyer on Fig. | are 
inswered by our reply to the London discussion.* In reply to 
Mir. Ecker, Mr. Pilling and Mr. Weston we have not yet sufficient 
idence to prove that the turbine without a by-pass valve is more 
eliable or has a better rate of loading. Mr. Thirtle has also 
eferred to the possibility of operating turbines only at full load; 
his we agree is possible and usual with the most efficient 
nachines on the system, but over the whole life of the machine 
t is unlikely. 

Mr. Marshall refers to the water sealing of turbine glands. 
‘he rapid starts achieved on the Poole turbines, since Fig. 15 
yas prepared, show that this is no handicap. An account of 
his was given in a paper by Hall and Brittin.t 

The vacuum unloader to which Mr. Weston and Mr. Higginson 
efer is set to operate at a high condenser pressure. It has not 


* See 1953, 100, Part I, p. 253. ‘ a 
{ HALL, J. S., and ees A. F.: “Rapid Starting Technique—Some Significant 


ests at Poole Power Station,’ Proceedings of The Institution of Mechanical Engineers, 
954, 168, p. 717 
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operated ‘“‘out of its turn,” and load is not restored until the 
operator has reset. 

In reply to Dr. Darlington, a water velocity of 5 ft/sec in the 
condensers was considered to be the economic value at Little- 
brook “B.” While there may be cases elsewhere justifying a 
higher velocity for sedimentation or other reasons, to our know- 
ledge there has been no undue trouble at Littlebrook owing 
to settlement of silt. 

The most recent data on starting-up experiments in British 


- stations are given in the paper by Hall and Brittin, and with the 


varying conditions applicable to the different makes of plant 
and the different steam conditions, we suggest that it is essential 
that the programme of starting-up from cold or from an over- 
night shut-down should be determined individually for different 
installations using full instrumentation. It is, however, expected 
that the larger machines now being ordered will be suitable for 
two-shift operation. 

Mr. Higginson, Mr. Thyer and Mr. Pilling refer to turbine 
governors. Satisfactory load-rejection tests have been made on 
the turbines with and without the overspeed relays where these 
are fitted; we see no objection to a supplementary governor 
control initiated by the electrical load. 


Condensate and Feed Heating Systems. 


References to de-aeration have been made by Dr. Darlington, 
Dr. Bock and Messrs. Pilling and Thirtle. The use of the main 
condenser for de-aeration has been satisfactory, although we 
agree that it relies on a completely leak-free installation between 
the condenser and the feed pumps. The make-up of de- 
mineralized water at Poole is introduced high up in the condenser, 
but not high enough to act as a spray condenser. 

De-aerators operating at conditions slightly above atmospheric 
are being installed in certain of the newer power stations in this 
country, as mentioned by Dr. Darlington. We should, however, 
expect a better dissolved oxygen content from the condensers 
than the 0-03 cm3/litre mentioned by Dr. Bock. 

In reply to Dr. Bock and Mr. Berry, the specification calls for 
a steam purity of not more than | part in 10°, with boiler water 
concentration of 1000 parts in 10°. The boilers are usually 
operated at lower concentration with a consequent improvement 
in steam purity. 

The provision for pure steam is in the form of scrubbers, or 
baffles and a collecting header in the boiler drums. Pure feed 
is derived first by control of the evaporator or demineralization 
plant output, and by provision for l.p. and h.p. chemical dosing 
on the feed system. There is no special arrangement for bleeding 
the condensate system. 

In reply to Mr. Pilling and others, the lime-soda water sof- 
teners, followed by evaporation, have proved to be perfectly 
satisfactory. 

In reply to Mr. Woods it is not possible to consider central 
evaporators at unit stations without departing from the unit 
principle, and similar evaporators would therefore be attached 
to each unit. 


Feed Pumps. 

Mr. Cooke refers to the design head and the use of hydraulic 
couplings. Different designers use different methods for com- 
puting the required head at maximum output which often give 
practically the same answer. We agree that if a margin is added 
for every contingency including low-frequency operation, the 
result may well be too high; but pumps properly designed to 
operate against boiler blow-off pressure will have a margin for 
low-frequency operation under otherwise normal circumstances. 

It is doubtful whether the pump maker will add a margin to 
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the specified head, since it is necessary for him to meet the 
specification. 

We assume that Mr. Farthing is referring to the silencing of 
the feed-pump leak-off. A plain multi-holed orifice plate was 
found to be satisfactory. 

Variable-speed pumps are technically desirable, but at the 
speeds and outputs required the hydraulic coupling is only now 
becoming a possibility. The constant-speed pump has hitherto 
been accepted on the grounds of first cost and reliability. 

The temperature-actuated leak-off is a less costly device than 
one based on a water meter suggested by Mr. Cooke, and we 
can confirm to Mr. Berry that it is sufficiently reliable to be 
used without any back-up device. The pump must of course 
be designed to accept a small rise of temperature, whatever the 
normal feed temperature may be. 

In reply to Mr. Gylee and Mr. Connell we do not consider 
steam-driven feed pumps essential on a pulverized-fuel installa- 
tion. 


Pipework. 


In reply to Mr. Thyer we confirm that the butt-welded joints 
have been free of maintenance. 

All butt-welds incorporate backing rings. For alloy steel a 
pre-heat temperature between 400°F and 600°F was applied 
and maintained during the welding process. The welds were 
subsequently stress relieved at a temperature between 1 200° F 
and 1 300° F and were cooled down to 500°F at a rate of 300° F 
per hour per inch of wall thickness. The stress-relieving pro- 
cedure for carbon steel is a little less rigorous. All welds on 
pipes of more than 4in bore were made by the arc-welding 
process. 

Mr. Eccles referred to the pipe joints at Littlebrook ““B” and 
Poole. At both stations the valve joints are flanged and bolted 
with seal welds; the higher maximum temperature and two-shift 
operation do, in fact, make the conditions at Poole the more 
strenuous. Under both sets of conditions the butt-welded joint 
is considered more satisfactory, and where flanged joints are 
used it is advisable to make a periodic inspection of the bolts 
because of relaxation. We note that Mr. Hywel Jones prefers 
butt-welded joints at valves, and with satisfactory testing arrange- 
ments on the valve bodies we should agree with this, although a 
properly designed flanged joint should not give trouble with 
conservative steam conditions. Mr. Eccles also refers to the 
possibility of using a number of smaller-bore pipes. In the 
example he quotes sixteen 3in pipes would be required to give 
the same steam velocity as one 12in pipe. In fact, more smaller 
pipes may be necessary because of the effect of diameter on 
pressure drop. Usually a single pipe is the most economical 
arrangement. 

In properly insulated ranges the temperature drop is, as Mr. 
Shepherd points out, extremely small. In reply to Mr. Connell 
we have not referred to large losses in steam ranges—on the 
other hand we suggest that the velocity might in some cases be 
increased. 


Boilers. 


Dr. Bock refers to the margin on the steaming capacity of the 
boiler plant. On a unit installation we agree that there is no 
justification for greater margin than is necessary to cater for 
poor fuel and the general deterioration of plant performance, 
but with a range pipe installation spare boiler capacity is justi- 
fiable. If the boilers in use are balanced with the load require- 
ments there should be no difficulty in controlling the steam 
temperature. 

We confirm that the net efficiency quoted on Table 6B is 
calculated on the net calorific value of the coal, which we think 
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is the right method for acceptance tests, since it avoids tH 
necessity for correction for variation in moisture and hydroge| 
content. | 

Mr. Hywell Jones suggests that a wider range of superhe; 
control is desirable on a unit system. This is costly, since | 
involves a bigger superheater to give the temperature at lows| 
outputs, followed by a bigger desuperheater to limit the tempers) 
ture at higher loads. It is impossible to produce steam at th 
design temperature at very low loads without some form « 
boosting, and various methods are in use for dealing with t 
problem at starting up. Further information on starting-ui 
procedure can be found in the paper by Hall and Brittin) 
In reply to Mr. Pilling we should prefer the gas by-pass contr@| 
on the grounds of simplicity, but it is not possible to use t 
alone over a very wide range without loss of efficiency. Pendat 
superheaters exist at Earley because the boiler was so designe 
before it was appropriated, but we should have preferred a sell} 
draining design for two-shifting. At higher pressures an 
temperatures, however, it becomes difficult to arrange a cont 
pletely self-draining superheater, and we should now confident 
accept a pendant type. 

The hydraulically operated soot-blowers at Blackwall Poid 
have been quite satisfactory; our experience with electrical] 
operated soot-blowers has also been satisfactory. 

In reply to Messrs. Pilling, Weston and Thomas, there ha| 
been no trouble with either the plate or the tubular air-heater} 
These were preferred to the regenerative type by the operatox 
of these stations, but on other stations where the layout hé 
indicated their desirability we have installed regenerative ai) 
heaters. In considering the gas temperature at the air-heate 
outlet at Blackwall Point it must be borne in mind that thes 
units are fired by pulverized fuel. 

Mr. Cooke referred to the location of the mill feeders, whic 
have frequently been at operating-floor level. Their locaticy 
depends partly on the type of mill, but with the increasi ; 
tendency for remote operation from the control panel we sq 
no objection to the feeder being under the observation of th 
plant attendant at mill level. | 

Mr. Higginson refers to the two-speed fans with damp 
control. This is not so inefficient as first it appears, since th] 
motors do not normally operate at their higher speed. Hovy 
ever, we agree that vane control can usually be justified, pa 
ticularly where boilers may operate at lower ratings for lor 
periods. 

The economic justification for hydraulic couplings depend! 
upon the anticipated loading conditions and other variables. 


f 


Generators. } 

In reply to Mr. Szwander and Mr. Abbott, we see no reaso 
why 33kV air-cooled generators should not be specified 
provided that the possible lower impedance is acceptable, as 4 
Earley. As Mr. Smail suggests, the 33kV generator is mo! 
costly than one at 11kV, but if 33kV is required as a tran 
mission voltage there may well be savings which justify it. 
reply to Mr. Higginson we confirm that third-harmonic voltagé 
did not affect the decision whether or not to generate at 33k¥ 

Mr. Abbott referred to exciters. The gear-driven exciter do« 
not increase the space occupied, since it is contained in the spad 
required for rotor withdrawal. A special form of coupling | 
provided to prevent the transmission of vibration to the geatt 
A direct-driven a.c. generator on the main shaft is not in ov 
view the best alternative, and if a separate drive is adopted 
should prefer to take the supply to the motor-driven exciti 
from a transformer. 


SSHALE, aS apd BRITTIN, A. F 
Tests at Poole Power Station,” 
1954, 168, p. 717. 


: “Rapid Starting Technique—Some Significa 
Proceedings of The Institution of Mechanical Enginee 
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Regarding hydrogen cooling we have not found it impossible 
to arrange the electrical controls to satisfy the Factory Act, but 
the arrangement of the purity indicator still presents a problem. 
Since the Littlebrook ‘‘B’ machines were installed we have 
adopted bearing oil for shaft sealing as a normal arrangement. 

We agree with Mr. Ross that an increase in the hydrogen 
pressure permits an increase in the alternator output at a slight 
loss of efficiency, but to take advantage of this the turbine must 
have a corresponding margin. It is more likely that the alternator 


and exciter as designed will have as much margin as the turbine. : 


An increase in hydrogen pressure would, however, enable full 
load to be retained when the cooling water temperature is high, 
resulting in a higher hydrogen inlet temperature. The adoption 
of hydrogen cooling on smaller alternators is entirely a matter 
of economics, whilst the larger sizes now being constructed, such 
as 120 MW at 3 000r.p.m., are made possible only by the adoption 
of hydrogen cooling. 


Switchgear. 


_ We agree with Mr. Palfreyman that very-high-voltage switch- 
gear can be designed for any system fault rating. In the case of 
those power stations where alternative system voltages existed, 
the choice of generator switching voltage was in fact determined 
by the limitations of the lower-voltage system; there was never 
any doubt that switchgear was available to meet the requirements, 
but it was impracticable to rebuild the whole of the existing 
network. We agree that switching at 132kV is most usually 
the obvious arrangement. 

On larger stations we should consider the use of 6kV as the 
major auxiliary voltage, as an alternative to 3:3kV gear with a 
higher rating than used at present, but the final answer depends 
on the economics of each particular case. At either voltage the 
oil circuit-breaker is available. 

We consider separate chambers for the auxiliary switchgear 
to be justified for the sake of cleanliness and the limitation of 
fire hazards by the exclusion of air and the enclosure of smoke. 

In reply to Mr. Arnold, there is an omission in Fig. 10. The 
inter-busbar transformers do in fact contain tertiary windings. 

In reply to Mr. Abbott and Mr. Szwander, we do not believe 
that the Meaford ‘“‘A’’ arrangement which dispenses with station 
transformers can be satisfactorily adopted with generators larger 
than, say, 30 MW, owing to the limitations of the 11 kV switch- 
gear which is at present available. 

In reply to Messrs. Palfreyman and Connon, the methods of 
earthing the 3kV and 415-volt systems are considered to give the 
greatest continuity of supply. These permit the supplies to be 
maintained with a single earth-fault on the system, so permitting 
standby plant to be started before the faulty equipment is isolated. 
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Table 6. 


Messrs. Pilling and Weston have referred to the outages under 
the heading of “‘high eccentricity’ on turbines. These were 
occasions of rough starts when it was decided to shut down 
rather than continue and risk a bent shaft—and on none of these 
occasions was there any permanent trouble. The outage time 
was taken up in examining couplings. As experience was gained 
the occurrences became less frequent. 

Mr. Pilling referred to a similar point arising from Figs. 15 
and 16. The eccentricity is checked at low speed because at this 
earlier stage of the run-up the temperature differences are more 
critical. 

The milling plant at Littlebrook ““B’” compares badly with the 
others in Table “C”’ because there are only two main mills per 
boiler, and any outage on them results in a drop of load below 
60MW. The high load-factor at Littlebrook ‘‘B”’ also influenced 
this, if we bear in mind the definition of an “‘outage” as given 
in the paper. The outages were in the main a “‘development” 
trouble and must be offset against the desirability of a small 
mill for starting-up purposes on which Mr. Atkinson has 
commented. 

In reply to Mr. Thyer we can confirm that all the boilers have 
passed a deferred efficiency test after six months’ continuous 
operation, with results that were well within the specified 24°% 
below guaranteed efficiency on aclean boiler. In fact, the figures 
quoted for the Blackwall Point boiler refer to a test made after 
six months’ steaming without off-load cleaning; the results are 
better than the quoted guarantee for clean conditions. We 
expect them to operate for twelve months with no more cleaning 
than can be done on the low-temperature air-heaters at weekends. 
This is, however, entirely dependent on the type of coal, which 
has varied very considerably. 

The 132kV switchgear outages, to which Mr. Smail refers, 
were due in one case to an insulation failure and in the other 
two to operators’ mistakes. 


Costs. 

We refer those speakers who have suggested that the capital 
costs might have been included in the paper to the “Report of 
the Committee of Enquiry into Economy in the Construction 
of Power Stations” (H.M. Stationery Office, 1953) which contains 
schedules of the overall dimensions and costs of these and other 
stations. No direct comparison of cost is possible. The 
cheapest station was the first to be built, ie. Earley; and the 
dearest was the last, i.e. Blackwall Point, which cost, in pounds 
(sterling) per megawatt, just twice as much as Earley. 

On the question of margins, these were fixed as a result of 
past experience and were thought to be economically justifiable. 


DISCUSSION ON | 
‘AN 8 MeV LINEAR ACCELERATOR FOR X-RAY THERAPY’* 


Mr. W. J. Meredith (communicated): A 4 MeV accelerator of 
the kind mentioned in Section 7 of the paper has been in use 
at the Christie Hospital, Manchester. Since physical measure- 
ments were started on this machine in April, 1954, it has run 
almost continuously and with very little trouble. Detailed 
records have been kept since August, 1954, and from that time 
the equipment has run for 800 hours. During about one-third 
of that time the X-ray beam was switched on. 

Since August, 1954, the machine has been used for half of 
the time on physical, radiobiological and radiochemical research, 
and for the other half on the treatment of patients. So far, 
73 patients have been treated, each treatment calling for daily 
sessions over a period of three weeks. The highest number of 
patients under treatment at any one time was 25, and in the light 
of our present experience 50 patients per day could be handled. 

In the early stages, the ignitrons gave some trouble, but since 
August, 1954, the replacement rate of all components has been 
very reasonable—three ignitrons, two magnetrons and three small 
valves. Some vacuum faults have been experienced, one of 
which caused the only real delay in the treatment of patients. 
This occurred when a diffusion pump had to be changed, and 
treatment was held up for one day. A fault in the water cir- 
culating pump caused minor hold-ups on about three occasions. 

This catalogue of faults must not, however, be allowed to hide 
the excellence of this machine. Its behaviour has, in fact, been 
quite remarkable. Ever since the earliest days it has run more 
smoothly and steadily, and given far less trouble, than any of 
the conventional X-ray machines in our experience. Its X-ray 
output is high and is admirably steady and easily controlled. 
Mechanically the whole machine is well balanced, and accurate 
positioning of patients is easily attained. 

Mr. G. R. Newbery (communicated): An up-to-date summary 
of operating experience with the 8 MeV equipment is given 
below: 

(a) Total number of running hours from 29th January, 1953, 
to 14th February, 1955: 


Run h.y. 
1905:0h 


Filaments 
5) i Silo\ 


(6) Total number of running hours since start of treatment 
on 19th August, 1953: 


Run hy. Expose Filaments 
1427-6h 659:9h 4357-8h 


(c) The magnetron at present in use has completed 89 hours 
at reduced h.v. supply and 1760 hours at full h.v. supply. The 
standby magnetron has completed approximately 200 hours. 

(d) A total of 31 ignitrons has been used since 29th January, 
1953, of which 21 were used in the top position and ten in the 
bottom. The top ignitrons have run for an average of 100 hours, 
and bottom ignitrons have run for an average of 200 hours. 

* MILter, C. W.: Paper No. 1619, March, 1954 (see 101, Part I, p. 207). 


Degas 
90-O0h 


Expose 
897:-2h 


Degas 
63:6h 
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(e) Sixteen T41 thyratrons have been replaced in the Piran’ 
relays. | 
(f) Six hydrogen thyratrons, type BT.83, have been replace¢ 
in the tripping unit. | 
(g) Two electron-gun filaments have been replaced. i 
(h) Three ionization-gauge heads have been replaced. } 
From August, 1953, to the end of January, 1955, approximately; 
430 patients started treatment on the machine. The total numbem 
of individual treatment fields given in the same period was 
nearly 9000. Approximately 40 patients are treated per day. 


Mr. C. W. Miller (in reply): I am grateful to Messrs. Meredith 
and Newbery for their accounts of operational experience, ang 
their contributions require little comment. Mr. Newbery, 03 
course, deals with the 8 MeV equipment which is the main subjec? 
of the paper, and his account is a continuation of his contributior 
at the London meeting. The equipment has apparently bee 
run at full high voltage for some further 800 hours since his firs’ 
statement, and it is interesting to note that during this time 
there has been no failure of gun filament or magnetron. 
the life of 1760 hours from the present magnetron is mosij 
gratifying. The replacement rate of the T41 thyratrons in tha| 
vacuum relays appears to have fallen a little, and a life of wel] 
over 2000 hours can be deduced: this seems very reasonable. 

Mr. Meredith refers to the 4 MeV equipment, which receives 
only passing mention in Section 7 of the paper. Several of these 
equipments, now known as Orthotrons, have been completed] 
In addition to the equipment at the Christie Hospital, identica 
machines have been installed at the Western General Hospital] 
Edinburgh, and at Mount Vernon Hospital, Middlesex, while 
other equipments are shortly to be installed in three hospitals 
in Australia. In addition, designs are available to utilize the 
same basic accelerator for industrial radiography and for irradia 
tion processes for the sterilization of pharmaceuticals and the 
treatment of plastics. | 

As regards Mr. Meredith’s operational experience, it is 
probably worth stating that this particular equipment wa: 
virtually a prototype model, and since Christie Hospital is sd 
very close to the factory, much of the final testing was done 
at the hospital rather than in the works. It is therefore ve 
pleasing that such a good account is given despite the mino 
difficulties which are inevitably associated with prototypé 
equipment. 

It is noted that, with both equipments, the lives of the ignitron¢ 
are unsatisfactory. They were, of course, not designed for thig 
purpose, and as was stated in my reply to the London discussion. 
it had always been hoped that they would be replaced by ar 
alternative switching valve. This has now become possible, and 
in our laboratory accelerator lives of over 2000 hours haved 
been obtained from hydrogen thyratrons used for this purpose } 
and future accelerators, including those to be installed in 
Australia, will be fitted with these valves. 
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There is a highly efficient ‘ L’ type stoker to suit 
every known design and size of water tube boiler. 


e Close control of air supply 
¢ Automatic cleaning of grate surface 


e Efficient burning of fuels with widely differing 
characteristics 


Very little maintenance required 


London Office: Nineteen Woburn Place, W.C.1 


WORKS: DERBY, ENGLAND; 
PORT ELIZABETH, SOUTH AFRICA; SYDNEY, AUSTRALIA 


Top: A large ‘L’ type stoker with twin travelling 
grate during installation. 


Below: Hand operation of small ‘L’ stoker grate 
during erection. 
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